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ideas that save time and money for their 
company. This Electricians Hand Book is 
“chock-full” of practical ideas that YOU can 
offer to your employer that will save him 
money. 


These ideas are on special tests or other 
time saving and money saving plans, that can 
be used to advantage in practically any plant 
having Electrical power. 


Many buyers of this book have told us that 
one single idea alone for plant improvement 
outlined in detail in this book has been worth 
many times the cost of the book. A man in 
an Electrical crew today who is anxious to 
get ahead must have ideas. 


An example, and to illustrate as our point, 
refer to page 229. There, you will find a com- 
plete explanation giving you all the essential 
wiring data for “ADAPTING INDUCTION 
MOTORS TO NEW OPERATING CONDI- 
TIONS.” Here you will find, worked out in 
every detail, a complete program of the prin- 
ciples of Induction Motors. Now, this plan 
alone would be worth thousands of dollars to 
any employer who is faced with an equip- 
ment problem today. 


This is just one of many practical plans 
that are presented in this book and as a 
buyer you have this material before you for 
your use. 


Yes, whether you’re an “old time” Elec- 
trician or a “beginner”, this book can be 
priceless to you. 


In preparing all this material, we’ve had 
the co-operation of leading Electrical and 
Radio companies as well as Electrical Asso- 
ciations throughout the country. The ma- 
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terial is up-to-the-minute in every possible 
respect and is authoritative because it has all 
been pre-tested by actual practical applica- 
tions. 


Now, I want to leave this important thought 
with you. Although the Coyne Electrician’s 
Hand Book can be valuable to you every day 
on the job, nevertheless, if you use this book 
only occasionally on important Electrical or 
Radio problems, it can pay for itself many 
times over. 


The value of any book isn’t always regu- 
lated by how often you use it but rather how 
important and valuable it can be WHEN 
YOU NEED IT. Doctors and lawyers spend 
great sums for medical and law books for 
their library. They need these books for ready 
reference — so they can refer to them on 
certain subjects and keep themselves up to 
date at all times—also to refresh their mem- 
ories on certain matters they cannot be ex- 
pected to remember in detail. It is equally 
important for the Electrician or the man who 
is preparing for a good Electrical job to have 
reliable reference books for important prob- 
lems that come up in his work. When you 
purchase a book of this kind, you are not 
really making a purchase—no, indeed—you 
are making an investment — an investment 
that can pay you dividends all through your 
life. It can be your investment for the present 
and for your future. 


- 


President 
COYNE ELECTRICAL SCHOOL 
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In judging the value of any handbook or 
Electrical Manual the thought to keep fore- 
most in mind is—who published it and what 
experience have these publishers had in the 


© subjects covered? 


V) This book was developed by the Technical 
N Staff of the Coyne Electrical School. One way 


it differs from any other Handbook is that 
instead of being written by ONE man it rep- 
resents the combined efforts of the Coyne 


& Technical Staff in collaboration with leading 
> electrical manufacturers and electrical asso- 
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ciations throughout the country. 


For many years there has been a definite 
need of one single book which combines the 
essential formulas, charts, tables, code rules 
and interpretation, wiring methods, etc., for 
the practicing Electrician. 


There are many books that contain ma- 
terial on one or two of these subjects, but up 
until now there has not been a book that in- 
cludes all of the material on all of the sub- 
jects. The Coyne Electricians Handbook is 
such a book — really many books in one. 


In preparing the material for this book the 
thought that was kept foremost in mind was 
to condense the explanation and to include as 
much material as possible that would be of 
practical value to the Electrician on the job 
or the beginner in the Electrical field. 


In addition, any explanation of a law, rule, 
formula or definition was put in the plainest 
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and simplest of Electrical terms. You will 
note as you study and use the Coyne Elec- 
tricians Handbook that complicated Electri- 
cal explanations have been put into clear, un- 
derstandable language. 


YOU CAN USE THE 
COYNE ELECTRICIANS 
HAND BOOK EVERY 
DAY ON THE JOB 


There’s hardly an Electrical job that comes 
along but what this practical book can save 
you time and worry. Just refer to the right 
formula, rule, table, chart or wiring method 
and there’s your answer all worked out for 
you. A successful Electrician — the fellow 
who is on top today is the man who knows 
the latest methods and does all of the work 
according to code rules. These are the men 
who do not “guess” on the work to be done 
—THEY KNOW. 


THIS BOOK WILL HELP 
YOU “STAND OUT” IN 
YOUR CREW 


In addition to the up-to-the-minute infor- 
mation on Electrical laws and data included 
in this book, the Coyne Electrical School has 
also included material for plant and Electri- 
cal system improvements never before pub- 
lished in any book. All of these ideas have 
been developed and worked out in the Coyne 
Training Shops and are passed on to buyers 
of this book as a means of helping them ad- 
vance. 

In every Electrical Crew there are men 
who “stand out” in their work. Why do they 
stand out? Well, simply because they have 
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ELECTRIC CIRCUITS 


DEFINITIONS 


Electricity. A general tern used when referring to 
the energy associated with electrons at rest or in 
motion. 

Electron, A small active particle of negative elec- 
tricity. Some electrons are closely associated with 
atcms of matter, while others, called free electrons, 
move readily between atoms under the influence of 
electric or magnetic fields. It is the movement of 
electrons through a conductor which constitute an 
electric current. 

Free Electrons. Those electrons which are free to 
move between the atoms of a material when acted 
upon by electric or magnetic forces. 

Atom. One of the elemental particles into which 
all matter is divided. An atom has a nucleus con- 
sisting of electrons and protons, with additional elec- 
trons revolving around the nucleus. Each of the 
elements has a different number and arrangement of 
electrons and protons in its atoms. 


Proton. One of the positively charged particles: 


which, together with electrons (negatively charged 
particles), make up the structure of an atom. 

Molecule, The group of atoms which constitutes 
the smallest particle in which a compound or material 
can exist separately. 

Current. Flow of electricity in conductors. The 
unit of current measurement is the ampere. Current 
is movement of free electrons along a conductor. 

Ampere. The practical unit of electric current flow. 
The movement of 6,280.000,000,000,000, 000 electrons 
past a given point in a circuit in one second cor- 
responds to a current of one ampere. When a one 
ohm resistance is connected to a one volt source, one 
ampere will flow. 

Milliampere. An electric current of 1/1000 of an 
ampere. 

Microampere. One millionth of an ampere. 


Potential. A characteristic of a point in an electric 
circuit determined by its electric charge in compari- 
son with the charge at some other reference point, 
thus making the point considered more positive or 
more negative than the reference point, 

Volt. The practical unit of voltage. One volt will 
send a current of one ampere through a resistance 
of one ohm, 
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Millivolt. A unit of voltage equal to one thousandth 
of a volt, 

Electromotive Force. The force produced within a 
generator, battery or other energy source, and which 
causes movement of electrons or electricity in an 
electric circuit. It is measured in volts. 

Polarity. The quality of having two oppo: ite 
charges, one negative and the other positive. In a 
magnetic circuit or part, the quality of having two op- 
posite poles, one north and the other south. 

Positive. A term used to describe a terminal hav- 
ing fewer electrons than normal, so that it attracts 
electrons in seeking to return to its normal state. 
Thus, electrons flow into the positive terminal of a 
voltage source. 

Negative. Referring to a potential less than an- 
other potential, or to a potential less than that of 
the earth. A point toward which current flows in parts 
of a circuit external to the source. A terminal having 
more electrons then normal. 

Neutral. Having electric or electrostatic potential 
intermediate between the potentials of other associ- 
ated parts in a circuit; positive with reference to some 
parts while negative with reference to others. Some- 
times refers to zero potential, neither positive or neg- 
ative. 

Direct Current. An electric current that flows al- 
ways in the same direction in its circuit. The current 
may be steady or of constant value, or it may vary in 
strength, or there may be intervals of no current, but 
so long as current that does flow always moves in the 
One direction it is a direct current. 

Alternating Current. An electric current which re- 
verses its direction of flow at regular intervals many 
times per second. 

Pulsating Current. A current which changes in 
value but not in direction. It can be considered as a 
direct current combined with a smaller value of alter- 
nating current. 


Circuit. A complete path over which an electric 
current can flow. 


Series Circuit. A connection in which the same cur- 
rent must flow through all of the series-connected 
parts. 

Fig. 1-1 shows a generator and 4 lamps connected 
in series. The devices are connected one after the 
other along the wire or line, and the same current 
must pass through them all. So the current will be 
the same in all parts of a series circuit. This current 
is of course governed by the total resistance of all the 
devices in the circuit, as well as the voltage applied. 
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To find the total resistance ot a series circuit, add 
the resistances of all the devices in the circuit. 

In the case of Fig. 1-1, where there are 4 lamps of 
40 ohms each, the total is 160 ohms. 





Fig. 1-1. Four lamps connected ín series to a generator. 
Totai resistance of lamp circuit 160 ohms. 


In a series circuit (1) the current is the same in all 
parts of the circuit, (2) the total resistance is equal 
to the sum of the resistances of all the parts, (3) the 
applied voltage or the circuit voltage is equal to the 
sum of the voltage drops across the several parts of 
the circuit, 

Parallel Circuit. A connection of two or more cir- 
cuits or parts between the same terminals of a source 
or current-supply circuit so that the same voltage dif- 
ference is applied to all parts so connected and so that 
the current through each is proportional to the overall 
voltage and the resistance of the individual parts. The 
total current is equal to the sum of the currents in ali 
the connected circuits or parts, and the total resistance 
or the effective resistance of all the parts in parallel 
a less than the individual resistance of any one of 
them, 

A Parallel Circuit is one in which the current has 
two or more paths through which it can flow. In such 
circuits the current from the generator or source di- 
vides, and part flows through each of the branches of 
the circuit according to their resistances. 

Fig. 1-2 shows a generator and four lamps con- 
nected in parallel. Sometimes such a circuit is called 
a multiple circuit. 

Resistance of Parallel Circuits. If the total resist- 
ance of a parallel connection gets less as we add tnore 
paths, then we see we cannot get the correct total 
resistance of all paths, by adding their separate re- 
sistances. 
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If the parallel paths are of unequal resistance pro- 
ceed as follows: ; 





Fig. 1-2. Four lamps in parallel. Note how the current divides 
through each path. 


1. Multiply together the resistances of two of the 
paths, in ohms. 

2. Add the resistances of the same two paths, in 
ohms, 

3. Divide the product found in the first step by the 
sum found in the second step. This gives the resist- 
ance in ohms of these two paths. 

4. If there are additional paths in parallel with the 
first two, consider the parallel resistance of the two 
paths as though it were that of a single path. 

5. Then take one additional parallel path, divide 
the product of the resistances by their sum, and thus 
find the parallel reststance of the first two paths com- 
bined with the third. 

6. Continue thus for any additional number of paral- 
lel paths; considering one more each time, and calcu- 
lating the parallel resistance when this extra path 18 
combined with those for which a single resistance has 
previously been calculated. 

[n a parallel circuit (1) the total current is equal 
to the sum of the currents in the several paths, (2) the 
total resistance is less than the resistance of any one 
path, (3) the same voltage is applied to all the paths 
or elements which are in parallel. 

Series-Parallel. Descriptive of a circuit or part of 
a circuit in which some parts or elements are con- 
nected together in series, with these series groups con- 
nected together in parallel; or parts connected in pa- 
rallel and the groups in series. 


RESISTANCE 


Resistance. The opposition which a device or ma- 
terial offers to the flow of direct or alternating cur- 
rent. The opposition which results in production of 
heat in the material carrying the current. Resistance 
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is measured in ohms, and is usually designated by the 
letter R. 

Ohm. The unit of electrical resistance. The resist- 
ance of a device is one ohm when a d.c. voltage of 
one volt will send a current of one ampere through 
that device. The Greek letter omega (w or Q) is com- 
monty used to represent ohm. 

Megohm. A resistance of one milhon ohms. 

Resistivity. The resistance in ohms which a unit 
cube of a material offers to the flow of electric cur- 
rent, 

Specific resistance of various common materials, at 
0 degrees centigrade is shown by accompanying table. 


SPECIFIC RESISTANCES 


MATERIALS Specific resistance in Michroms. 
Centimeter cube Inch cube 

Silver (Annealed) ............ 1.49 .587 
Copper (Annealed) ............ 1.59 ‚627 
Copper (Мага) um. 1.62 .638 
—-———— 2.20 
Almin ....-........- көкек! 2.61 
МЕНЕ cn. comedi mmis 5.38 
Phosphor Bronze 

(Commercial) .................. 8.48 3.34 
Bronze .i———— 1/80 
Platinum (Annealed) ........ 8.98 3.54 
Nickel (Commercial) ........ 9.90 
Steel (Soft): sez its 11.80 
Steel (Wire) ........................ 13.50 
Steel (llatd ). emnes. 45.60 
Iron (Pure): BL. 8.85 
Iron (Wrought) ................ 13.80 5.45 
Iron (Cast-seft) 1. 74.40 
CS ние 19.80 
German Silver .................. 33.10 
German Silver Wire .......... 20.90 8.24 
В егсигу memo 94.07 
Water (Ordinary) ............ 1200. to 12,000. 
Carbon а 400. to 1150.00 
arbon (Arc) SR. 5100. to 7600.00 


Voltage Drop. A difference in voltage due to flow 
of current between two points separated by resistance 
in conductors; equal to the current in amperes multi- 
plied by the resistance m ohms through which the cur- 
rent flows. 

IR Drop. The voltage drop developed across a re- 
sistance by the flow of current through the resistance. 

Ohmic Drop. Potential difference due to flow of 
direct current through resistance. 

Ohmic Resistance. The resistance in ohms which a 
part or circuit offers to the flow of direct current. 
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Internal Resistance. The resistance of conductors 
inside seme electrical equipment or device: the resist- 
ance of the device or equipment measured between its 
terminal connections. The resistance of conductors 
through which currents flow inside a battery, gen- 
erator or motor, 


CIRCUIT LAWS 


Ohm’s Law. A fundamental electrical law which 
expresses the relationship between voltage, current, 
and resistance in a direct current circuit. or the rela- 
tionship between voltage. current and impedance in 
an a.c. circuit, The three forms of the law in each 
case are given below, in. which E is the pressure in 
volts, I is current in amperes, R is resistance in ohms 
and Z is impedance in ohms. 


D.C. FORMS A.C. FORMS 
E-—IXR Е--ІХ2 
І-Е--ЕВ I=E+Z 


OHM’S LAW FORMULAS 


From the simple relationship between the size of 
the units and the discovery of the effect of pressure 
and resistance, we obtain the following formulas 
called Ohm’s Law Formulas. 


E 
Ex E — IXR, В = —- 
І 


In which: 
I=current in amperes. 
E — pressure in volts. 
R=resistance in ohms. 


Simplified Ohm’s Law Formula 


A very simple way to remember all three of these 
formulas in one is shown by the following figure: 


E 
IXR 


All that is necessary is to cover the one you wish 
to find and the remaining 2 factors show you what 
to do, if you know their values. For example if you 
know the current and resistance of a circuit and wish 
to find the voltage, cover E and the parts still shown 
indicate to multiply IX R. Or if you know the volt- 
age and resistance and wish to find the current, cover 


I and do as indicated by the remaining two or divide 
E by R. 
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Kirchoff’s Current Law. A fundamental electrical 
law which states that the sum of all the currents 
flowing to a point in a circuit must be equal to the 
sum of all the currents flowing away from that point. 


Kirchoff’s Voltage Law. A fundamental! electrical 
law which states that the sum of all the voltage 
sources acting in a complete circuit must be equal 
to the sum of all the voltage drops in that same circuit. 


ALTERNATING CURRENT 


The development or generation of alternating-cur- 
rent voltage is shown in Fig. 1-3. At the left of this 
figure is a sketch of a simple two-pole generator in 
which the progress of the conductor throughout one 
revolution is shown in eight steps of 45° each. The 
successive values of voltage which will be induced in 
this conductor are plotted or projected along a hori- 
zontal base-line at, the right side of the figure. 





GENERATION OF ALTERNATING CURRENT 


Fig. 1-3, The above diagram illustrates the manner in which 
alternating voltage is produced in a simple two-pole gen- 
erator. The sine curve shows the variations and reversal 
of voltage for one revolution of the armature. 


Sine Curves; Alternation, Cycle, Frequency. If we 
connect the points a. b, c, d, e, f, g, h, and i all to- 
gether with a curved line, that line will form what is 
known as a sine curve. This curve gives us a clear 
mental picture of the manner in which the voltage 
varies in amount or value and reverses in direction in 
an alternating-current circuit. 

The values from "a" to "e" are all positive and con- 
stitute 180 E°, or one alternation. The values from 
"e" to "i" form the negative alternation. These two 
successive alternations, one positive and one negative, 
complete one cycle. 
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Cycle. One complete reversal of an alternating cur- 
rent, including a rise to a maximum in one direction, 
a return to zero, a rise to a maximum in the other di- 
rection, and another return to zero, The number of 
cycles occurring in one second is the frequency of an 
alternating current. The word cycle is commonly in- 
terpreted to mean cycles per second, in which case it 
is a measure of frequency. 

Kilocycle. One thousand cycles but commonly in- 
terpreted as 1,000 cycles per second. 

Megacycle. One million cycles per second. 

Alternation. One-half of a cycle of alternating cur- 
rent, during which the current rises from zero to maxi- 
mum value aid returns to zero. 

Frequency. The number of complete cycles per sec- 
ond which an electric current undergoes. 

Period. The length of time required for one com- 
plete cycle of alternating current or voltage. As an 
example, the period for 60 cycles per second is 1/60 
second. 

Sine Wave. The rise. fall and reversal of an alter- 
nating current or voltage which would be induced in 
a conductor rotating at constant speed in a uniform 
magnetic field and moving around a circle in that field. 
The ideal form of an alternating wave. 


MAXIMUM AND EFFECTIVE VALUES 
OF ALTERNATING CURRENT 


Fig. 1-4 at A shows a curve for one complete cycle 
of single-phase alternating voltage, and at B shows a 
curve for the current that we will assume is caused to 
fow by that same voltage cycle. 


Ry actual test we find the heat produced by the A.C. 
circuit is about 70%, or to be more exact .707 of that 
produced by the D.C. circuit. 

We therefore say that the effective voltage and cur- 
rent yalues of an A.C. circuit are .707 of the maximum 
values. It is this effective value that we consider in 
ordinary work and calculations with A.C. circuits. 
Ordinary A.C. voltmeters and ammeters are calibrated 
to read the effective values and not the maximum 
values. 

One of the most important points to be considered, 
however, is that to produce a given effective voltage 
in an A.C. circuit, the maximum voltage for its short 
periods during each alternation will be constderably 
higher than the effective voltage registered by the 
meter. This places a higher voltage strain on the in- 
sulation of an A.C. circuit of a given effective voltage 
value, than on a D.C. circuit of the same voltage. 

When either the maximum or effective value of an 
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A.C. circuit is known, the other can be found by one 
of the following formulas: 
Effective value = Max. value X .707 
Maximum value = Eff. value + .707 
The above formula for finding maximum value can 
be changed to read: 
Max. value = Eff. value x 1.414 


Maximum Value 1. 


we Effective Value 707 _ 
\ Average Malue (536 


Роза е 


v 
* 
+ 
v 
a 
Е 
< 





Fig. 1-4. These sketches show the maximum, effective, and 
average values of alternating voltage and current. 

Maximum Value. ‘he greatest vatue reached by an 
alternating voltage or current during any instant in 
the cycle. 

Peak. The maximum instantaneous value of a vary- 
ing voltage or current. 

Instantaneous Value. The voltage, current or other 
value at some instant of time in a circuit wherein the 
voltage or current is continually changiug, as with 
alternating current, 

Effective Current. That value of alternating cur- 
rent which will cause the same heating effect as a 
given value of direct current, For sine wave alternat- 
ing currents, the effective value is approximately seven- 
tenths of the peak value. 

R.M.S. Root mean square value, which is the 
effective value of an alternating current. It corre- 
sponds to the equivalent direct current value which 
will produce the same heating effect. Unless other- 
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ELECTRIC CIRCUITS 


wise specified, alternating current values are always 
r.m.s. values. 

Average Value. A voltage or current found by 
adding together a large number of instantaneous val- 
ues and dividing by the number of values. In an 
alternation of sine wave form the average value 1s 
0.636 times the maximum value. 


SINGLE-PHASE AND POLYPHASE 
CURRENT 


Fig. 1-5 shows three sets of curves for single-phase, 
two-phase, and three-phase circuits. The single-phase 
curve at “A” has successive alternations of 180° each. 
The two-phase circuits have two sets of alternations 
occurring 90° apart; that is, they start, reach their 
maxinium values, and finish always 90° apart. Three- 
phase circuits have three sets of alternations, 120° 
apart, as shown at “C” in the figure. 


Single Phase Voltage Curve 


Phase A Phase- B 


эс” Nw 90" =}. ey, 
Two Phase Voltage Curves 


PhaseA Phase B 





Three Phase Voit age Curves. 


Fig. 1-5. The above diagram shows the sine curves for single- 
phase, two-phase, and three-phase alternating voltages. 
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PHASE RELATIONS OF VOLTAGE AND 
CURRENT | 


The voltage and current of an A. C. circuit can 
both be shown in the same diagram by separate sets 
of curves drawn along the same zero or axis line, as 
shown in Fig. 1-6. This figure shows the curves for 
a three-phase circuit. The solid lines represent the 
voltage impulses and the dotted lines represent the 
current impulses. 

In this diagram the current value is shown to be 
slightly less than the voltage value by the lower height 
of the curves; but the current alternations are in 
phase or in step with the voltage alternations. In 
other words, the current and voltage alternations of 
each phase start together, reach their maximum values 
together, and finish together. 





Three Phase Voltage and Current Curves. 


Fig. 1-6. Voltage and current curves of a three-phase circuit. 
The voltage is shown by the solid lines and the current by 
the dotted lines. 


It is possible, however, to have the current im- 
pulses occur out of phase with the voltage impulses 
in A. C. circuits, due to the effects of inductance or 
capacitance in these circuits. 

The current may either lag or lead the voltage, 
according to whether the inductance or capacitance is 
greatest in the circuit. 

Phase. In alternating current or voltage, the por- 
tion of a cycle or period through which the current 
or voltage has passed since going through zero value 
at the beginning of the cycle or period. The position 
of the current or voltage is specified in degrees, of 
which 360 compose a complete cycle or period, 


INDUCTIVE REACTANCE, CAPACITY 
REACTANCE, and IMPEDANCE 


The effects or opposition offered by inductance and 
capacitance to the current and voltage of an A. C. cir- 
cuit, are known as inductive reactance and capacitive 
reactance, 
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If resistance, inductive reactance, and capacitive re- 
actance all tend to limit the current flow in A. C. 
circuits, 

The total opposition offered to the flow of current 
in an A.C. circuit, is called impedance, The impedance 
of an A. C. circuit therefore, compares with the re- 
sistance of a D C. circuit. 

The impedance and reactance of A. C. circuits are 
both measured in the unit ohm, to be comparable to 
the resistance in ohms. 

Reactance. Opposition offered to the flow of alter- 
nating current by the inductance or capacitance of a 
part. Reactance is measured in ohms, and depends 
upon the frequency of the alternating current as well 
as upon the electrical value of inductance or capaci- 
tance. A condenser has capacitive reactance, and a 
coil has inductive reactance. The letter X is used to 
designate reactance. 

Impedance. The total opposition which an alternat- 
ing-current circuit offers to the flow of alternating or 
pulsating direct current at a particular frequency. 
Impedance is a combination of resistance and re- 
actance, and is measured in ohms. 

Admittance. The measure of ease with which an 
alternating current flows in a circuit. The reciprocal 
of impedance. Measured in micromhos (mhos.). 

Resonance. The condition is a circuit whose in- 
ductive reactance and capacitive reactance are equal, 
allowing them to completely balance or neutralize each 
other and leaving only the resistance of the circuit 
to oppose flow of current in it. 

Series Resonant Circuit. A circuit in which a coil 
and capacitor are connected in series, and have values 
such that the inductive reactance of the coil wall be 
equal to the capacitive reactance of the capacitor 
at the desired resonant frequency. At resonance, the 
current through a series resonant circuit is a maximum, 

Parallel Resonant Circuit. A circuit consisting of a 
coil and capacitor connected in parallel. At reson- 
ance, it offers a high impedance, so that a large value 
of voltage is developed across it at the frequency to 
which it is resonant. 

Resonant Frequency. The frequency which pro- 
duces resonance in a coil-capacitor tuning circuit. In 
a series resonant circuit, the largest current flow oc- 
curs at the resonant frequency. In a parallel resonant 
circuit. the largest voltage is developed across the 
circuit at the resonant frequency. 


LAWS FOR A-C CIRCUITS 


Ohms Law for A. C. Circuits, Ohms law can be 
applied to an A C. circuit by simply substituting the 
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ohms of total.impedance for the ohms resistance used 
in D. C. Ohms law. 

From Ohms law for D. C. circuits we learn that 
the current flow is determined by dividing the voltage 
by the resistance in ohms. Then for A. C. circuits, 
the current can be determined by dividing the effec- 
tive voltage by the impedance in ohms. Or, 


E 


Z 


And from this we can obtain by transposition the 
other two very convenient formulas: 


Z=—,andE =I x Z 

Series A. C. Circuits. There are four classes of series 
circuits commonly encountered in alternating current 
work. These are as follows: 

(a) Circuits with resistance only 

(b) Circuits, with resistance and inductive reactance 

(c) Circuits with resistance and capacitive reac- 

tance 

(d) Circuits with resistance, inductive reactance, 

and capacitive reactance. 

Incandescent lighting circuits and those supplying 
similar non-inductive equipment are considered to 
have resistance only. Actually these circuits have a 
slight amount of inductance and capacitance, but it is 
so small that it is negligible. 

Circuits of this type can be treated similarly to D. C. 
circuits, because the resistance is the only opposing 
force to the current and therefore the resistance equals 
the total impedance. To determine the current flow 
in such circuits it is only necessary to divide the ap- 
plied voltage by the resistance or impedance in ohms. 

Formula for Impedance of Resistance and Inductive 
Reactance in Series. The impedance of such a circuit, 
with resistance and inductive reactance in series, can 
be calculated accurately by the following formula: 


Z = УЕ? + Xi 

We can obtain the impedance in ohms by squaring 
the resistance and inductive reactance in ohms, adding 
these squares together, and then extracting the square 
root of the suni, as shown by this formula. 

In the case of the circuit shown in Fig. 1-7-A, where 
we have 8 ohms resistance and 6 ohms inductive re- 
actance, our problem would be: 


Z = V 82 + 62, or 
Z = V 644 36, or 
Z = V 100, or 10 ohms impedance 
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Resistance and Capacitance in Series. Fig. 1-7-B 
shows a circuit in which a resistance and capacitance 
are connected in series. The resistance of 4 ohms is 
represented by the usual symbol and the capacitive 
reactance of 3 ohms is represented by the symbol for 
a capacitor. | 

The impedance of the circuit can be calculated by 
the use of a formula very similar to that used for the 
circuit in Fig. 1-7-A. The formula is as follows: 


Z = VR? + Xe, or, in this case 

Z = V 42 4+ 32, or 

Z= V 16+ 9, or 

Z = V25, which gives 5 ‘ohms impedance 


Resistance, Capacitance, and Indüctance in Series. 
Fig. 1-7-C shows a circuit in which we have resis- 
tance, inductance, and capacitance all in series. 

The total impedance of a circuit such as shown in 
Fig. 1-7-C can be more accurately calculated by means 
of the formula: 


Z = VR? + (XL — Xc)? 
And the final solution of the problem will be: 


Z = 4/400, or 20 ohms. 





Fig. 1-7. Types ef series a-c circuits. 
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Parallel A. C. Circuits. Parallel alternating current 
circuits are of the same four general types as series 
circuits. That is, they may contain resistance only, 
resistance and inductance in parallel, resistance and 
capacitance in parallel, or resistance, inductance, and 
capacitance in parallel. 





Fig. 1-8. Resistance and inductance in parallel. The im- 
pedance for this circuit can be determined by the formuias 
given on this page. 


Resistance and Inductance in Parallel. F ig. 1-8 


shows a resistance of 24 ohm connected in parallel | 


with an inductive reactance of 4% ohm. The total im- 
pedance of this circuit can be determined by the 
following formula: 


Жы eee = 
1\2 /1\s 
(a) +(x) 


According to this formula we must first obtain the 
Separate reciprocals of the resistance and inductance 
by dividing the number 1 by each of these values in 
ohms. These reciprocals are then squared and added 
together and the square root of their sum next ob- 
tained. The final step is to obtain the reciprocal of 
this square root by dividing the number 1 by it, as 
shown by the formula. 

Using with the formula the values given in Fig. 
1-8. the problem becomes: 








which equals 2/5 ohms, total impedance. 
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Resistance and Capacity in Parallel, Fig. 1-9 shows 
a circuit with a resistance of 14 ohm and a capacity 
reactance af !4 ohm, connected in parallel. The total 
impedance of this circuit can be determined by a for- 
mula similar to the one just used, or as follows: 


М. ал Ы. с) 
"OG 
a) +(x) 


Z = 4, or + ohm impedance 


— — — M — —— — 


-ж---- 


XC:'/3 Ohm 





circuit. 

Resistance, Inductance, and Capacitance in Parallel 
Fig. 1-10 shows a circuit with inductance, resistance, 
and capacitance in parallel. 

The total impedance of this circuit can be found 
by the formula: 


Gu 


| Note the similarity between this formula and tbe one 
which was used for intpedance of series circuits having 
| inductance, resistance, and capacitance. The principal 
| difference is merely that with parallel circuits we use 
| the reciprocals of the values, instead of the values in 
| ohms themselves. 
% You will also nete that with parallel circuit prob- 
| lems we subtract the reciprocal of the inductive reac- 
| 
| 





! 
| 
| 
| 
Fig. 1.9. Resistance and capacitance in parallel in an A. C. 
: 


tance from the reciprocal of the capacitive reactance, 
as one of these effects tends to neutralize the other, 
as they did in series circuits. 
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In the circuit shown in Fig. 1-10 the inductive re- 

actance in ohms is larger than the capacitive reactance, 

but when the reciprocals of these values are obtained 

their relative sizes will be reversed, as shown by their 

subtraction in the formula. 
In a circuit where the capacitive reactance might be 

the greater, we would reverse the order of subtrac- 

tion, in order to subtract whichever reciprocal is small- 

est from the one that is largest. 

4 

So, Z = a or $ ohm impedance 


4 


Xe =Y; Ohms 


a 





Fig. 1-10. This sketch shows inductance, resistance, and 
capacitance connected in parallel, 
Current in Parallel Circuits. The current through 
the separate branches of the circuit, or the devices ' 
which contain the resistance, inductance, and capaci- i 
tance, can be determined by the use of an A. C. ant- t 
meter, or by the use of Ohm's law formulas for cach 
branch, as follows: 


E E E н 
=pl= x 1 = xe et 


І XL XC : 


For example, in Fig. 1-11 is shown a circuit with 
resistance, inductance, and capacitance in parallel. We 
can assume that these are a heater resistance, a trans- 
former winding, and a capacitor all operated from 
the same 40-volt line. Separate tests made with an 
ammeter in the circuit of each device show 8 amperes 
flowing through the resistance or heater, 4 amperes 
through the inductance or transformer coil, and 2 
amperes in the capacitor circuit. 
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By use of Ohm's law formulas, we can determine 
the resistance and reactance in ohms of each of these 
devices. 


RE Row SESS 
I 8 
XL = = or XL =f, or 10 ohms 
Xc = = or Xc = =. or 20 ohms 
40+. ai. 21. 


Fig. 1-11. Note the amount of current in each of the branches 
of the above circuit. 


CONVERSION OF MEASUREMENTS 
To Find the Equivalent 


Multiply a Measurement By This Measurement In 
Given In These Units Number These Units 

ampere-turns 1.257 gilberts 

ampere-turns per inch 0.4950 gilberts per cm. 

British thermal unita 718 foot-pounds 

British thermal unita 0.000393 horsepower-hours 

British thermal unita 0.000293 ki;:owatt-hours 

British thermal units 0.2928 watt-hours 

Btu's per hour 0.000393 horsepower 

centimeters 0.3937 inches 

centimeters 0.03281 feet 

circular miis 0.000005067 square centimeters 

circular mils 0.000000785 square inchea 

cubic centimeters 0.06102 cubic inches 

cubic feet 1728 cubic inches 

cubic feet 7.481 gallons 

cubic inches 16.387 cubic centimeters 

cubic inches 0.00438 gallons 

cubic meters 85.31 cubic feet 

degrees, angular 60 minutes, angular 

degrees, centigrade 1.8 degs. Fahr. minus 32* 

degrees Fahr, minus 827 .5556 degs. centigrade 

dynes 0.00000225 pounds 

feet 0.3048 meters 

feet per minute 0.508 centimeters per sec. 

feet per minute 0.01136 miles per hour 

feet per second 80.48 centimeters per sec, 

foot-pounda 0.001286 British thermal units 

foot-pounds 0.000000505 horsepower-hours 
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CONVERSION OF MEASUREMENTS (Cont.) 


Multiply a Measurement By This 
Given In These Units Number 
foot-pounds 1.8558 
foot-pounds 0.0003766 
gallons 231 
gausses 6.452 
gilberts 0.7958 
gilberts per centimeter 2.021 
grams 0.03527 
horsepower 42.44 
horsepower 550 
horsepower 0.7457 
horsepower 745.7 
horsepower-hours 2547 
horsepower-hours 0.7457 
inches 2.54 
inches 25.4 
inches 1000 
joules 0.737 
joules 0.0002778 
kilograms 2.2046 
kilolines 1000 
kilometers 3281 
kilowatts 56.92 
kilowatts 737.6 
kilowatts 1.341 
kilowatt-hours 8415 
ki[rowatt-hours 1.341 
lines per square cm. 1 
lines per square inch 0.155 
liters 61.02 
liters 1.057 
lumens per aq. foot 
maxwells 
meters 3.281 
meters 89,87 
miles 5280 
miles 1.6093 
millimeters 0.03937 
ounces 431.5 
ounces 28.35 
quarts 57.75 
radians 57.30 
square centimeters 0.1550 
square inches 6.452 
square mils 1.278 
watts è 0.05692 
watts 44.26 
watts 0.7376 
watts 0 001341 
watt-hours 3.415 
watt-hours 655 
watt-hours 0.001341 
webers 100000000. 


To Find the Equivalent 
Measurement In 
These Unita 


joules 

watt-hours 

cubic inches 

lines per square inch 
ampere-turns 
ampere-turns per inch 
ounces 

Btu’s per minute 
foot-pounds per sec. 
kilowatts 

watts 

British thermal units 
kilowatt-hours 
centimeters 
millimeters 

mils . 

foot-pounds 
watt-hours 

pounds 

maxwells 

feet 

Btu’s per minute 
foot-pounds per sec. 
horsepower 

British thermal units 
horsepower-hours 
gausses 

gausses 

cubic inches 

quarts 

foot-candles 

lines 


kilometers 

inches 

grains 

grams 

cubic inches 

degrees 

square inches 
square centimeters 
cirtular mils 

Btu’s per minute 
foot-pounds per min. 
foot-pounds per sec. 
horsepower 

British thermal! units 
foot-pounds 
horsepower-hours 
maxwells 


CENTIGRADE AND FAHRENHEIT TEMPERATURES 
CHANGE CENTIGRADE TO FAHRENHEIT EQUIVALENT: 

1. Multiply the number of centigrade degrees by 9. 

2. Divide the product by 5. 


3. Add 32 degrees. 


CHANGE FAHRENHEIT TO CENTIGRADE EQUIVALENT: 
1. From the number of Fahrenheit degrees subtract 32. 
2. Multiply the result by 5. 
3. Divide the product by 9. 

See accompanying raph for conversion of temperatures in 
the usual working range. 
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RELATION OF CENTRIGRADE AND FAH- 
RENHEIT TEMPERATURES 


Ано Камит Teuperatures. 
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Section 2 
READING WIRING DIAGRAMS 


The language of electricity is written in electrical 
diagrams, and the best and quickest way to learn how 
to read and draw electrical diagrams is to start right 
in reading the kind of diagrams used by men in the 
electricai industry. 

Instead of first trying to memorize all the little 
separate rules and methods that engineers use in mak- 
ing diagrams, then trying to fit these things together 
later on. it is far better to commence studving com- 
plete practical diagrams right in the beginning. Noth- 
ing could be better adapted to such study than the 
diagrams in this book, for they not only represent 
actual electrical practice, but they have been proved 
through constant use by hundreds of electrical men 
working and learning in the Coyne School shops. 


SYMBOLS AND PICTURES 


Electrical diagrams show wires and other connec- 
tions between separate electrical devices, such as a 
lamp and a switch, or may show the connections in- 
side some electrical device, such as those inside a 
motor. The wires are easily shown by simple lines 
on the diagram, but it is not always so easy to show 
the connected devices, such as lamps. switches and 
motors, These devices niight be shown with pictures, 
but there is a better and simpler way. 

The reading of all electrical diagrams is made re- 
latively easy by using symbols instead of pictures to 
represent electrical parts. A symbol is a sort of 
simplified picture, a kind of sign writing. The differ- 
ence between symbols and pictures is shown on the 
follewing pages of symbols, where many common 
electrical devices are shown both ways. 


A picture can show the external appearance of only 
one particular make or model of an electrical part, 
and in nearly every case fails to show how the part 
behaves electrically. Consider the pictures of switches 
shown on one of the pages of symbols, Except for the 
knife switches, where the working parts are exposed, 
any of these switch pictures might represent almost 
any type of switch—open circuit, closed circuit, double 
circuit or double throw. But the symbols for the 
switches indicate quite clearly how the switches work 
electrically, how they are supposed to open and close 
electrical circuits. The same differences between sym- 
bols and pictures show up with adjustable resistors 
and with other devices having moving parts. 


г READING WIRING DIAGRAMS 


SYMBOLS 


For quite a few electrical parts we have a choice 
of two or more symbols which mean the saine thing. 
For instance, wires that cross without being connected 
may be shown in any of three ways. Some engineers 
and draftsmen use one method, while others use a 
different one—-it’s just a matter of personal choice. 

Other examples of different symbols for the same 
thing occur with cells and with batteries. The shorter 
lines may be of the same thickness as the longer lines, 
or the shorter ones may be much heavier. Trans- 
formers may be shown with zig-zag lines or with 
loops, resistors may be drawn to look like a dovetail 
joint or to look like saw teeth. The meaning of a 
symbol is not altered by the style used, any more than 
the meaning of words is altered by writing them 
` sometimes slanting, sometimes vertical, and sometimes 
backhand. 

The man who makes the diagram may specify, 
usually by a note on the diagram, that certain styles 
of symbols have special meanings on that one dia- 
gram. For example, it might be noted that resistors 
shown like a dovetail indicate those constructed with 
cast iron “grids,” and that those shown by a saw- 
tooth line indicate those that are wire-wound. But 
these are special cases and they do not alter the gen- 
eral meanings of the symbols. 

Compared with pictures, symbols are easier to 
draw, are easier to recognize even though roughly 
or crudely drawn, and with symbols it usually is 
easier to follow current paths through the parts. As 
a consequence, practically all electrical diagrams make 
use of symbols. 


WHAT EACH SYMBOL MEANS 


Because the symbols shown on the pages of sym- 
bols and pictures are used in so many electrical dia- 
grams you should become well acquainted with the 
meaning of each of them. The following explanations 
tell just what each symbol signifies. 

Wires Crossing (Not Connected): Wires which are 
not electrically connected together, but which must 
cross one another in a diagram, are shown by any of 
these symbols. The left-hand symbol generally is 
preferred, especially in engineering work, but the one 
at the right indicates the crossing most clearly. 

Wires Joined or Connected: Wires which are elec- 
trically- connected together, so that current may flow 
from one to the other, are shown by these symbols. 
Note that a small black dot indicates the point of 
joining. 
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READING WIRING DIAGRAMS 
SYMBOLS USED IN WIRING DIAGRAMS 


SYMBOLS PICTURES 
Wires Crossing — Not Connected 


Lem 


Wires Joined or Connected 


Cells — One, of Any Type 


se 


Transformers — With Iron Cores 


With two untapped windings 


йе 


Tapped © Three 
winding windings 
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SYMBOLS USED IN WIRING DIAGRAMS 
SYMBOLS PICTURES 


Resistor — Fixed 
annan e- O (ШІП) 


Resistor — Adjustable or Variable — Rheostats 














Ammeter Voltmeter Wattmeter 
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SYMBOLS USED IN WIRING DIAGRAMS 
SYMBOLS PICTURES 


Inductor, Reactor or Choke Coll 


es 


Air Core Iron Core 






Bell Buzzer Annunciator 


Switch, Open Circuit: This symbol may indicate 
a press-button switch or other type normally held 
open by a spring, and closed by pressing a button 
or a lever. The switch opens again when the button 
or lever is released. The circuit in which the switch 
is connected normally remains open. This type may 
be called a normally open switch. 

Switch, Closed Circuit: This is a switch normally 
held closed by a spring, and opened by pressing a 
button or operating a lever. The circuit in which the 
switch is connected normally remains closed. This 
type may be called a normally closed switch. 

Switch, Double Circuit: This switch has three wire 
terminals, one connected to the movable blade of the 
switch, another to the coutact point with which the 
blade is held in contact bv a spring, and the third 
connected to the contact which normally is separated 
from the movable blade. A circuit normally remains 
closed between the movable blade and one contact 
point, and upon pressing the button or lever the 
connection is shifted to the other contact. This may 
be called a two-way switch. 
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Switch, Double Throw: This switch will connect 
one wire or one line to either of two other wires or 
lines, depending on which direction the switch handle 
or blade is moved. 

Lamps: Either of these symbols may be used for 
any style of incandescent lamp. If some other style 
of lamp is to be indicated, such as a fluorescent type, 
a note to that effect should be made on the diagram, 
or else some special symbol should be used and 
plainly identified. 

Cells: A cell is a single unit that produces emf and 
causes current to flow in a closed circuit. The longer 
line usually indicates the positive terminal of tbe cell, 
although this 1s not an invariable rule. 

Battery: A battery consists of two or more cells 
which, when connected together in series as indicated 
by the symbol, deliver more emf or more voltage than 
a single cell. While the end of the battery shown 
by the longer line usually is considered to represent 
the positive terminal, it is better practice to mark the 
ends with plus (+) and minus (—) signs for polarity. 
The number of cells shown in the battery symbol 
does not necessarily indicate the number of cells in 
the actual battery. A few long and short lines may 
indicate any number of cells. One end of the symbol 
may be a long line and the other a short line, both 
ends may be long lines (this is good practice), or 
both ends may be short lines 

Transformers: Transformer windings may be indi- 
cated either with zig-zag lines or with loops. The 
zig-zag lines are preferred in commercial and indus- 
trial power and light circuits, while the loops are 
generally used in radio circuits. When ustng looped 
lines for the windings, one or more straight lines 
between the windings indicate an iron core. The ab- 
sence of such straight lines means an air core. An 
iron core is assumed when using the symbol consist- 
ing of zig-zag lines, since power transformers always 
have iron cores. 

Resistor, Fixed: A fixed resistor is one whose re- 
sistance cannot be altered while the resistor is in a 
circuit and is carrying current. The left-hand symbol, 
appearing like a dovetail joint, is the.one used for 
resistors in commercial and industrial power circuits. 
The saw-tooth or zig-zag line is used for resistors in 
radio circuits. Provided there is no danger of con- 
fusing the resistor symbol with the one for trans- 
former windings, the saw-tooth symbol may be used 
to indicate resistors m any circuit. 

Resistor, Adjustable or Variable: An adjustable or 
variable resistor is one whose value in ohms. or whose 
resistance, may be altered while the resistor is in use 
and is carrying current. An adjustable resistor may 
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be called a rheostat. These devices are used for 
adjusting or varying the voltage and current going 
to some piece of electrical equipment or to a circuit. 

Meters: All kinds of meters are indicated by circles 
within which are letters identifying the kind of meter. 
In addition to the symbols shown, a circle with an 
enclosed "F" would indicate a frequency meter, one 
with “WH” would indicate a watt-hour meter, one 
with “MD” would indicate a maximum demand meter, 
and so on, 

Direct-current Machines: Direct-current generators 
and motors are indicated by circles which represent 
their commutators, and with diagonal lines which 
represent the brushes. Without a letter in the circle 
the symbol usually means a generator or dynamo, 
although it is common practice to place a "G" within 
the circle to prevent possible misunderstanding. The 
letter "M" within the circle indicates a motor. 

Alternating-current Machines. An alternator or al- 
ternating-current generator is indicated by two con- 
centric circles representing the slip rings and by slop- 
ing lines that represent the brushes or collectors. There 
are so many varieties of alternating-current motors 
that the symbol is simply a circle with the letter "M" 
inside. The general type of circuit, the connected wires, 
and other equipment in the circuit will help to iden- 
tify many of these sinrple symbols and to avoid con- 
fusion. As an example, there would be three wire 
connections running to a three-phase alternating-cur- 
rent motor. 

Fixed Capacitor or Condenser: An electrostatic 
condenser is ccmmonly called simply a condenser. 
Capacitor is the better name, because there are many 
other kinds of condensers. The left-hand symbol, 
consisting of two parallel lines; is the one generally 
used in radio work. The right-hand symbol, indicating 
the interleaved plates and dielectric of the capacitor, 
is generally used in commercial and industrial circuit 
diagrams, 

Variable or Adjustable Capacitor or Condenser: 
Either of these symbols indicates a capacitor whose 
value or whose capacitance may be altered or changed 
while the capacitor is working in a live circuit. Both 
of these symbols originated in radio work, since it is 
only in this and similar fields that adjustable capacitors 
are generally used. 

Inductor, Reactor or Choke Coil: Any coil or wind- 
ing which possesses considerable self-inductance and 
inductive reactance may be shown by these symbols. 
The looped lines are the standard symbols for in- 
ductors or coils both in power diagrams and in radio 
. diagrams. 
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Ground Connection: A ground connection is a con- 
nection either to a conductor that leads into the earth, 
or to the metallic framework and supports that carry 
electrical equipment. Two or more ground connec- 
tions shown by symbols in the same diagram are 
assumed to be for the same ground, so that there is a 
continuous. conductive path between the grounds 
shown on the diagram. 

Signals: The symbols for bells, buzzers and annun- 
ciators are among those mostscommonly found in 
wiring diagrams, Other signal symbols will be shown 
on tater sheets of symbols. 

Relay: A rélay is a switch whose contacts are 
operated by an electromagnet in which flows current 
that controls the relay. The contacts are in the same 
or a separate circuit. Relays often are shown by an 
outline having the shape of the part to which wire 
connections are made, and on which the relative posi- 
tions of terminals are clearly shown. 


SYMBOLS FOR BUILDING WIRING 


The symbols on earlier pages are those generally 
used for diagrams in which it is possible to trace the 
current paths throughout the entire electrical system. 
They are used for schematic diagrams and for circuit 
diagrams. The following pages, Symbols for Building 
Wiring, show how the various electrical devices are 
indicated on diagrams for building wiring. Most of 
these symbols are for various kinds of outlets. An 
outlet is a point on a wiring system from which is 
taken current for lamps, fixtures, appliances, heaters, 
motors, or any other electrical equipment. 

The names printed alongside the symbols usually 
indicate quite clearly just what kind of outlet is meant. 
However, we shall follow down through the columns 
vf the page and explain some points which may not 
be entirely clear. 

A Capped Outlet is an outlet provided for possible 
future use, but at present closed with a screwed-on 
plate and having no external connections. A Junction 
Box is a steel or porcelain enclosure within which are 
joints between wires frem different branches or runs 
in the wiring system, but to which lamps and other 
equipment are not connected. Vapor Discharge lamps 
include mercury vapor and fluorescent lamps as dis- 
tinguished from incandescent lamps. 

A Duplex Convenience Outlet is one to which two 
cord plugs may be connected at the same time. Con- 
venience Qutlets in general are outlets designed to 
take the prongs of.the plugs on flexible cords. A 
Switch and Convenience Outlet is one that takes one 
cord plug and has in the same box a switch controlling 
current to the plug connections. 
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GENERAL OUTLETS 
CEILING WALL 


Outlet 7 mk 9 
© © 


Drop Cord | (0) 


Copped Outlet 


Electricol Outlet—for use when con- 
fused with columns, plumbing sym- 
bois, etc. 


Fon Outlet 

Junction Box 

Lomp Holder 

Lomp Holder with Pull Switch 


Pull Switch 


oeegeeoeoe 
066666666 


Outlet for Vopor Dischorge Lomp 


Exit Light Outlet 


Q © 


Clock Outlet (Lighting Voltage) 


p» — — ——— 


A 


CONVENIENCE OUTLETS 
Duplex Convenience Outlet x3 


Convenience Outlet other thon 
« Duplex. 1=Single, 3= Triplex, etc. Bis 


Weotherproof Convenience Ouvtiet 0,» 
Ronge Outlet е, 

Switch ond Convenience Outlet H$ 
Rodio ond Convenience Outlet 


Speciol Purpose Outlet (describe in 
specifications) . .. .. ] ж. 


Fioor Outlet... -— — O 


SPECIAL OUTLETS 


Any stondord symbol with the od- 


dition of o subscript letter designotes Q o. b.c - ec 
Ө o,b,c-etc 


drowing ond describe in specifico- $ o,b,c -etc 


some speciol variotion of stondord 
equipment. 
List the key of symbols on eoch 


tions. 


SWITCH OUTLETS 


Single Pole Switch .... ........ . $ 
Double Pole Switch ... .......... $2 
Three Woy Switch ............ 5. $3 
Four Wi = Switch ooo ee $ 4 
Automatic Door Switch $ " 
Electrolier Switch Gt 
Key Operated Switch . . $x 
ih ond - Ф 
Circuit Brecker — фев 
Weotherproof Circuit Breaker . $ wce 
Momentory Contoct Switch a фмс 
Remote Control Switch фас 
Weatherproof Switch $ МР 
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OQNIMIM ONIGTING-AOA STOANAS 


SNVUDVIC ONIAIM ONICGVaAa 


o£ 


PANELS, CIRCUITS & 
MISCELLANEOUS 


Lighting Pone! ... 
Power Panel . . 


Bronch 2-Wire Circu# — m. or 
Wol ... : . 
Branch 2-Wire Circuit—Floor 
Indicate a greater number of wires: 


=> (3 wires), 4, 4. (4 wires), etc. 


Feeders. Use heavy lines ond des- 
ignate by number from Feeder 


Schedule  ... «анин 


Underfloor Duct & Junction Box ~ 


Triple System. For double or sin- 
gle Dum eliminate one or two 
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CONFORME ......—.. шишиши, c 
bolating Switch .................. 
AUXILIARY SYSTEMS 

Push BURON |.. aaa. [e] 
O———"TT 27 LY 
r СО 
Amnunciotor cesses < 
Telephone ...................... ка 
Telephone Switchboard ........... [ka 
Clock (Low Уойоде) .............. [3 
Electric Door Opener ...... ..... [р] 
АНЫ MEMBER (ЕО 
Fire Alorm Station ........ ....... [Е] 
City Fire Alorm Station ... ........ Ж 


Fire Alorm Centrol Station. ...... [FA] 
Automatic Fire Alarm Device .... [Fs] 
Watchmon’'s ЗюНол .............. [w] 
Wotchmon's Central Station ....... [№] 
ee ах. ва ін) 
Nurse's Signal Plug [N] 
Maid's Signal Plug .......... м] 
Кобо Оше? ..................... [2] 
Signal Centro! Station ...... .... [[scT) 
Interconnection Box .............. G 
ВОНГУ .. зы ни. кей невенные ШШ 


Auziliary System 2-Wire Circult «=» - — » =— 


For o greater number of wires des- 
ignate with numerals — 12-No. 18W- 
%"-C., or by listing in schedule. 
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A Single Pole Switch opens and closes only one 
side of a two-wire line, while a Double Pole Switch 
opens and closes both sides. Three Way and Four 
Way Switches are used for controlling a single lamp 
or other equipment from two or more locations. An 
Electrolier is a lighting fixture having a nuinber of 
lamps. A Circuit Breaker Switch is circuit breaker 
that operates automatically in case of excessive cur- 
rent, and that may also be operated by hand like an 
ordinary switch. A Momentary Contact Switch is one 
that makes and then quickly breaks a connection as 
the switch is operated. 


KINDS OF ELECTRICAL DIAGRAMS 


Before commencing the actual reading of electrical 
diagrams you should understand that different kinds 
of diagrams are intended for different purposes. Some 
diagrams are especially helpful when you are install- 
ing and wiring electrical apparatus, while others are 
arranged to help you locate and remedy circuit 
troubles. Some diagrams show only the external wires 
and connections between exposed terminals of elec- 
trical parts, others show the connections inside the 
parts. 

In this book are many diagrams of each kind. To 
help you recognize their particular purposes and ap- 
plications we now shall examine some examples of 
each kind. 


EXTERNAL AND INTERNAL DIAGRAMS 


Some electrical diagrams show the wires and other 
conductors through which electric current may flow, 
or should flow, as it travels front the exposed ter- 
minal screws and fastenings on each piece of electrical 
equipment to the exposed terminals of other pieces in 
the same circuit or same installation. A diagram of 
this general type is shown by Fig. 2-1 where you may 
see all the wires running between lamp outlets, 
switches, and other parts of the lighting installation 
for a small bungalow. 

Other electrical diagrams show conductors and 
current paths through the parts which are inside some 
one electrical device. Diagrams of this type are shown 
by Fig. 2-2, where it is easy to trace the current paths 
through windings and contacts that are inside the 
relays. 

In diagrams A, B and C connections from terminals 
O, M and C to the movable blade and the contact 
points are shown by broken lines. This indicates that 
these connections are made underneath the base of the 
relay. The coil or magnet connections shown by full 
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lines are on top of the relay base where they may 
be seen. 

Between diagrams A and B is a list giving mean- 
ings of letters used in the diagrams. In this list the 
part numbered 2 is identified as a spring, otherwise 
it might be taken for a resistor because of the manner 
in which it is shown in the diagrams. Parts with 
which there might be some confusion or doubt always 
should be identified on the diagram. 


| 
ШП 
2 CIAL VITS FROM BASEMENT. 





Fig. 2-1. Circuit Wiring Diagram for Bungalow. 
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Still other diagrams show both internal and ex- 
ternal connections, or may show the internal connec- 
tions for only some of the parts, and the external con- 
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Fig. 2-2. Internal Wiring of Relays 


nections between all of them. Diagrams of this class 
are shown by Figs. 2-3 and 2-4. The diagrams show 
all the external connections between all the parts, they 
‘show the internal connections inside the relays, but 
they do not show the internal connections for the 
signal bell in Fig. 2-3 nor of the motor in Fig. 2-4. 
As you have just seen, it is possible to have a dia- 
gram showing only external connections, possible to 
have one showing only internal connections, possible 
to have one showing both external and internal con- 
nections, or possible ta have one showing some ex- 
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ternal and some internal connections. The kind of 
diagram furnished on any job depends on what work 
you are to do—on whether you are to work only on 
the external wiring, only on the internal connections, 
or on both, 





Fig. 2-3. A railway crossing alarm system including a low- 
resistance track circuit and a high-resistance relay circuit, 
with a white light for a safety signal and a red light for 
a danger signal. 

LOW VOLTAGE CONTROL CRC uT POWER CIRCUIT 


| STOP 
BUTTONS 
START 
SoTTONS' A C. LINE 


Stíck Circuit 


Fig. 2-4. Relays tor operating à motor from three different 
places at which there are start huttons and stop huttons. 
The stick circuit holds the relay for the power circuit closed 
until one of the stop huttons is opened. 


WIRING DIAGRAMS 


When we speak of an electrical diagram as a wiring 
diagram we usually mean that the diagram shows 
exactly how wires are to be placed between electrical 
parts, and just where each wire is to be connected. 

Fig. 2-5 shows wiring diagrams including outline 
shapes of a meter box and a service box. On these 
boxes are shown the exact positions and connections 
for the black or red wires (B or R) and for the white 
wires (W). Anyone able, to use screwdriver and pliers 
should be able to install wiring with the help of such 
a wiring diagrani. 

Fig. 2-6 is a wiring diagram because it shows for 
the electric range the true relative positions of its 
burners, switches and other parts, and shows the 
actual locations of wire terminals on these parts. Were 
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you looking at the range itself you would find that 
this diagram is practically a picture of the wires and 


terminals. 


CIRCUIT DIAGRAMS OR SCHEMATIC 
DIAGRAMS 


Fig. 2-7 shows two more electric range diagrams. 
One is marked "Circuit for Cooking Unit," the other 
"Circuit for Oven Unit.” These are not wiring dia- 
grams, because the heater elements, switches and 
connections are not in the relative positions that they 
actually occupy on the range. But, on these circuit 
diagrams, it is easy to trace the paths for electric 
current all the way from.the three main wires marked 
L, N and L through the switches and through the 
resistors which are heating elements, and back to the 
main wires. This style of diagram shows the paths 
for current very clearly, but does not place the parts 
in their true relative positions. A circuit diagram, 
which shows electrical circuits, may also be called a 
schematic diagram, because, it shows the general 
scheme of things from the standpoint of electrical 
action. l 

It is plain that if you wish merely to check the 
connections of wires to the terminals of this electric 
range you:will prefer to work with the large wiring 
diagram of Fig. 2-6. But should one burner fail to 
operate and should you wish to check the paths 
through which the resistor in this burner gets its cur- 
rent, then it will help greatly to have a circuit diagram 
or schematic diagram showing just how the switches 
operate, and just which resistors should be carrying 
current for each of the several degrees of heat. At 
least it would save much time provided you knew 
how to read a circuit diagram. 

As a general rule the more expert and experienced 
the electrician the more he prefers to have circuit 
diagrams or schematic diagrams, and the less he de- 
pends on wiring diagrams. After getting acquainted 
with electrical apparatus in a general way, and when 
you have a particular piece of apparatus right in front 
of your eyes, it is not difficult to follow the wiring 
between exposed terminals. But no one can follow 
internal wiring without either taking the thing apart 
or having a good circuit diagram. With such a diagram 
it becomes easy to test for opens, high resistances, 
shorts and grounds by connecting your circuit tester 
to the exposed terminals — and to know from test 
indications just what is wrong inside the part on which 
you are working. 
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PICTORIAL DIAGRAMS 


Sometimes a wiring diagram is a pictorial diagram, 
meaning that it consists of pictures showing the ex- 
ternal appearance of the parts and of the wiring con- 
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METER CONNECTIONS 


-WR SMGLE FUSED SWITCH. 3- wit 300010 NEUTRAL SWITCH. 
TWO 42-М SINGLE FUSED BRANCH CHIFCUITS OnE J WIRE 2-FUSED BRANCH CIRCUIT. 
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S- WARE SOUD MNCUTRAL SWITCH, I PHASE METER 
OUR 2-ғөт SINGLE FUSEO — BRANCH — CIRCUITS, 


POLTPHASE `, 
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| Fig. 2-5. Internal connections, service connections, and indoor 
branch circuit connections for meters. 


nections between them. Fig. 2-8, the range installa- 
tion diagram, is a pictorial diagram, This diagram 
shows pictures of how conduit (pipe for enclosing 
wires) and armored cable (flexible metal covering for 
wires) are to be run between the electric range, the 
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READING WIRING DIAGRAMS 
meter box, the switch box. the ground connection, 
and the outdoor service connection for the wires of 


the electric power company. 
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Fig. 2-6. Wiring diagram for an electric range, showing the 
relative positions of heating elements, 
37 
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COMBINATION DIAGRAMS 


Wiring diagrams, circuit or schematic diagrams, 
and pictorial diagrams all have their particular uses. 
But often more useful than any of them is a type 
which we inay call a combination diagram. Such a 
diagram is partly pictorial and partly a circuit or 
schematic diagram. 

In Fig. 2-9 you may follow the internal connections 
through the windings in the symbol for a transformer, 
whose terminals are marked S-S-P-P, also through 
the electromagnet windings of the bell shown toward 
the right from the receiver, and you may follow the 
current paths through the contacts of the receiver 
hook switch. But internal circuits are not shown for 
the transmitter or mouthpiece at the extreme left- 
hand side of the diagram, nor for the receiver which 
you place to your ear, nor for the ringer magneto 
which is up near the line terminals at the right. 

In this diagram of Fig. 2-9 we have symbols for 
the transformer, the battery, and the ground connec- 
tion inside the magneto. We have simplified pictures 
for the transmitter and receiver. For the receiver 
hook switch, the bell, and the switch on the magneto 
we have a combination of picture and circuit diagram. 

Excellent examples of combination diagrams are 
the meter connections shown in Fig. 2-5. The meters 
themselves are shown by outlines with the windings 
inside the meters shown by loops connected to ter- 
minals which are in the positions they actually occupy 
on the meter bases. The fuses are shown very much 
as they actually look. either when looking at their 
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CIRCUIT FOR COOKING UNIT 


NEE HEATER 
orr PRE-HEAT BAKE Bron 230 E HEATER 


CIRCUIT FOR OVEN UNIT 
UPPER OVEN UNIT 
LOWER OVEN UNIT 


Fig. 2-7. Circuit diagrams or schematic diagrams for the 
electric range. 


tops or their sides. The shaded parts near the fuses 
are the connection straps, copper hars into which 
thread the terminal screws for wire connections. 
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In these diagrams of Fig. 2-5 you have enough of 
a picture of the meters and the meter boxes to let 
you recognize every part of the actual equipment, and 
in addition you have all the internal wiring and the 
external connections so that every current path is 
easy to trace. Е 
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Fig. 2-8. Pictorial diagrams or installation diagrams for the 
electric range. 





Fig. 2-9. A local battery type, silent ringing, telephone circuit. 
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CONDUCTORS AND WIRES 
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DEFINITIONS 


Conductor. Any substance in which a difference of 
voltage between two points causes current to flow 
between these points. One or more wires carrying a 
single current. A wire or other metal structure which 
provides a path for electric current between two 
points. A conductor is thus a material which offers 
little opposition to the continuous flow of electric 
current, 

: Non-Conductor. Any material which offers very 
high opposition to the flow of electricity. An msulat- 
ing material. 

Wire. A metallic conductor having essentially uni- 
forin thickness, used chiefly to provide a path for 
electric currents between two points, It may be bare 
or covered with an insulating material such as enamel, 
cotton, linen or silk. 

Stranded Wire. A wire which consists of a number 
of finer wires twisted together, 

Cable. A stranded conductor (called a single-con- 
ductor cable) or a combination of conductors insulated 
frem one another (called a multiple-conductor cable). 

Magnet Wire. Insulated copper wire in sizes com- 
monly used for winding coils used in electro-magnetic 
devices such as transformers, choke coils and relays. 

B. & S. Gauge. Brown and Sharpe wire gauge, the 
standard gauge used in the United States to specify 
wire sizes, 

Copper Wire Tables. Following, tables list diam- 
eters, cross sectional areas, resistances, and other in- 
formation relating to bare copper wires of gauge num- 
bers from 0000 to 40 and for larger sizes which are 
specified according to their areas in circular mils up 
to 2,000,000 CM, 

Note that resistances are given for certain tempera- 
tures. Resistances will be less at lower temperatures 
and greater at higher temperatures. Resistances at 
temperatures other than those listed may be calculated 
in accordance with instructions under the heading of 
"Resistance Calculations" in this section. Resistances 
of materials other than copper may be calculated from 
data on mil-foot resistances given under the same 


heading. 
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Diameter 
Inches 


0.460 
0.40964 
0.3648 


0.32486 
0.2893 
0.23263 


0.22942 
0.20431 
0.19194 


0.16202 
0.14428 
0.12849 


0.11443 
9 10189 
0.090742 


0.080808 
0.071961 
0.064084 


0.057068 
0.03032 
0.04323? 


Area 
Cireular 
Mils 


211600. 
162805. 
133079. 


105534. 
02694. 
66373. 


$2634. 
41748, 
33102. 


26251. 
20817. 
16310. 


13094. 
10382. 
8234. 


6339. 
8176. 
4107. 


3257. 
2533. 
20486. 


Ohms at 68 deg. Fah. 


Per 1,000 Ft. 


0.04906 
0.06186 
0.07801 


9.09831 
6.1563 


6.19723 
8.24669 
9.31361 


6.39546 
0.49871 
0.6329 


0.7892 
6.0441 
1.254 


1.589 
1.005 
2.994 


3.173 
4.901 
5.04 


Per Mile 


0.25903 
0.32664 
6.41187 


0.51909 
0.65490 
9.8238 


1.0414 
1.313 
1.655 


2.088 
2.623 
as 


Per Pound Per Pound 


0.000077 
8.00012 
9.00919 


0.00031 
9.00049 
0.00076 


8.90123 
0.00198 
9.00314 


9.00499 
0.00797 
0.0125 


0.0197 
0.0278 
9.0301 


0.079 
8.127 
9.200 


0.320 
0.513 
0.911 





Feet 
Per Ohm 
1.50122| 20497.7 
1.9687 | 16255.27 
2.4024 | 12891.57 
3.1503 | 10223.00 
$.94714| 8107.49 
4,07722| 6429.58 
6.2795 5098.61 
7.9141 4843.9 
9.97903) 3206.01 
12.594? 2542.89 
15.8696 2015.51 
20.0097 1599.3 
25.229 1268.44 
31.8212 1055.66 
49.1202 797.649 
50.5906 632.533 
63.7946 501.63 
90.4415 397.822 
101.4365 $15.482 
122.12 250.184 
161.22 198.409 


Per 1,000 Ft.| Per Ohm 


31.426 
24.924 


19.766 
13.674 
12.435 


9.8959 
7.919 
8.199 


12987. 
8333. 
$263. 


322$. 
2041. 
1282. 


800. 
505. 
310 


296. 
126. 
в. 


и. 
37. 
20. 


12.65 
7.87 
5.08 


8.13 
1,0% 
1.33 


429. 
264. 
209. 


166. 
132. 


105. 
65.5 
42.1 


41.3 
33.7 
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21 | 0.025462 
22 | 0.025347 
23 | 9.022371 


34 | 9.0201 
% | 08178 
26 | 0.01594 


0.014195 
0.012641 
0.011237 


0.010025 
0.008920 
0.00795 


0.00700 
6.006304 
0.005614 


2:5 S28 32% 


0.093511 
0.003144 
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616. 
642. 


494. 


291. 
459.6 
126.7 


100.2 
79.7 


бол 
39.74 
31.5 


25. 
19.8 
18.72 


12.47 
9.06 


Per 1,000 Ft.| Per Mile 


“сю 
8.23 
16.12 


13.76 
16.25 
19.30 


25.60 
49.7 
$1.3 
«4.8 
9.6 
03. 
194. 


414, 
523. 
060. 


822. 
1045. 


Ohms at 68 deg. Fah. 


185. 
179. 
314. 


345. 
622. 


1833. 
1389. 


2765. 
3486. 


4363. 
$343. 


Per Pound Per Pound 


1.29 
3.11 


5.30 


13.3 


33.3 
$2.9 


134, 
214. 


1337. 
2166. 
3521. 


$499. 
8742. 
13772. 


21894. 
$4821. 





Fost 
Per Ohm 
203374 167.25 
254.468 124.777 
323.399 90.0433 
е 
497.915 76.471 
$14,193 63.238 
642.452 49.3304 
917.688 38.1345 
teal. O28 21.0381 
1900.190 34.4131 
1639.49 19.5101 
2067.364 15.4793 
2606.950 12.2854 
3287.064 9.7253 
4414.48 7.72143 
5225.915 6.12241 
6500.41 4.85575 
$312.8 3.94966 
19451.77 3.05305 
13214.16 2.4217 
16549.97 1.92008 
21013.25 1.52292 
| 26406.297 1.20777 
9.979094 


| 83420.63 


Per 1,000 Ft. | Per Ohm Per Mile 


1.213 
9.9699 
9.7692 


9.6099 
9.4837 
0.3235 


0.1517 
6.1264 
9.0936 


0.0757 
8 094001 
0.04758 


6.03755 
9.02992 


6.775 
9.471 
6.203 


6.192 
9.119 
9.071 


9.947 


9.0107 


9.0110 
8.0074 
949947 


9.00618 
9.90011 
6.00007 


9.02094 
6.000921 


99.9 
28.6 
16.3 


12.9 
19.34 
61: 


8.44 
5.13 
4.06 


м 
3.03 


1.61 
1.27 
1.01 


9.903 
0.034 
6.504 


6.408 
6.317 
9.341 


9.199 
61% 
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CONDUCTORS AND WIRES 


COPPER WIRE TABLE 


From National Electrical Code 


Concentric Lay 


Stranded Conductors. 
Bare Rubber, Paper, 
Conductor Asbestos, 
Ohms Per im Cambric, 
wW M 1 F sbestos 
m S MO Бек Varnished Cambrlo 
Di A plam. 
am. rea ас 
Inches | Sq. Ins, | No. of Wire 
E Wires Inches 
14 4.107 | 2.475 064 003 7 024 
12 6.530 | 1.557 081 005 7 030 
10 10,38 9792 02 008 7 038 
8 16.510 6158 128 013 7 .048 
6 26,250 3872 181 026 7 061 
5 33.100 3071 213 035 7 068 
4 41,740 36 232 042 7 077 
3 52.630 1931 61 053 7 086 
2 66,370 1532 292 067 7 097 
1 83,690 1215 332 087 19 066 
0 105.500 .09633 .875 .110 19 .074 
00 133.100 .07639 .419 .138 19 .083 
000 167.800 .06058 .470 . 173 19 .094 
0000 211.600 .04804 .528 .219 19 .105 
250.000 04147 594 276 37 082 
300.000 03457 641 323 37 090 
350,000 02963 688 370 37 097 
400,000 02592 734 433 37 104 
500,000 02074 828 540 37 116 
600,000 01729 .892 628 61 099 
700.000 01481 .968 735 61 107 
750.000 01382 1. 78 61 110 
800.000 01296 1.031 83. 61 114 
900,000 01153 1.094 938 61 121 
1,000,000 010 1.172 1.039 61 .128 
1,250,000 1.290 1.320 91 117 
1,500,000 00692 1.422 1.580 91 128 
1,750,000 593 1.546 1.872 127 117 
; i 00518 1.630 2.084 127 125 


Note: Nos. 14 to 8, solid; Nos. 6 and larger, stranded. 
No. 18, diam. .040; 1624 CM. No. 16. diam. .051; 2583 CM. 


Insulated Conductors. ‘The following (ае nsts in- 
sulated wires or conductors according to the gen- 
erally used trade names and type letters as given in 
the National Electrical Code. Maximum operating 
temperatures are those of surrounding air spaces. The 
kind and thickness of insulation, and the kind of outer 
covering determine the uses for which the various 
conductors are permitted. Note that the uses of many 
types of conductors are strictly limited, while others 
are designed for special purposes. 
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Trade Type Operating Insulation Thickness of Outer Use 
Name Letter |Temperature Insulation Covering 
| M-ID. eese 3/64 
| — gn Code. 14/0... pct. See 5/64 — —— General Use 
e 50C wage — | 290-000.......... 
Rubber 501-1000 7177227: 7/64 | Fibrous Covering 
| уег 1000........ 8/64 
| Molsture Molsture-Resistant General] Use or in 
Molsture RW | 50C (122F) Resistant Same as Type R Flame-Retardant Wet Locations. 
| Resistant Rubber Fibrous Covering Sce Note A 
| гта RP 60C (140 Рено nue s Bam T R ME St General Use 
rade as e-Retardan 
Perfo "ew : n | Rubber г zm Fibrous Covering 
A — — — — — — — —— — — — — — —— — 
бл Heat-Resistant Molsture- Resistant 
Heat- RH 75C (167F) Gra Same as Type R Flame-Retardant General Use 
Resistant Rubber Fibrous Covering 
smupDlmee| | . [| HeatResstant |... | Molsture-Reslstant | 
Bling Wire 75C (167F) Grade 14-10............2/04 | Flame-Retardant General Use 
(Heat-Resistant) Rubber АЕ == тте 3/64 | Fibrous Covering See Note B 
| — — — — — — — — —— | жыйы — RR 
| Smali Diameter Performance Molsture-Resistant | Rewiring Existing 
| Bullding Wire 60C (140F) Grade IIO: ure 2/64 | Flame-Retardant Raceways 
(Performance) Rubber Fibrous Covering See Nore C 
90 Per Cent — “Molsture-Resistant | Rewiring Existing 
Type RU Wire 60C (140F) Unmilled 14-102: ore 18 Miis | Flame-Retardant Raceways 
(See Note) Grainless Rubber Fibrous Covering see Note C 
| Solid 14210. a o: 2/64 
Solid Flame-Retardant Hu SEED. d 3/64 Rewiring Existing 
Synthetic 60C (140F) Molsture Resistant бе улоу СО шы: 4/64 None Raceways 
(See Note) Em inene | 1-4/0 Cocos «8/64 See Note C 
omnoun 
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Maximum 



































Trade Type Operating Insulation Thickness of Outer Use 
Name Letter Temperature Insulation Covering 
аро) SNA | 90C уллы, | Bymtieno.....20 Mila | Fiame-Retardant | Bwitehboard Wiring 
Synthetic A в Азра оя Asbestos :..::20 Mils | — Cotton Braid 
= | Dry Locations Оп! 
Varnished y 85C (185F) Varnished Same as Type R Fibrous Covering | Unless Lead Sheathed. 
Cambrio Cambrio 8 Except 3/64 or Smaller than No. 6 by 
аа ала а жө тайдан а Lead Sheath Special permission. 
13 Sol AR UT 53 Mila 
Asbestos Im nated ol....... 
Varnished 110C (280F) Asbes pen 14 үре 25546 г Мн Asbestos Rraid спета 106 
Cambric Varnished i atrio 1-4/0 0 Str... ..80 Mila гу Locations 
250-1000 Str. . 110 Mila 
Asbestos 1o 3/0 Sol — $0 Mila Gen 
аи Flame-Ttetardant eral Uge 
аан 90C (194F) |Same as Type AVA 14/0 Si а 60 0 Mils CAOR NELLA Dry Locations 
250-4000 Str. 130 Mils 
Cambro 110C (230F)| Same as Type AVA 838 t8 MIB |. Lead Sheath Wet Locations 
250-1000..... 110 Mila 
Felted © ея 49 Mis With RI for ато ‘cue 
нь rit Witl 
Asbestos 200C (392F) Asbestos 547020. 90 Mils | Asbestos Braid. | duit Installation, In 
280-4000 Po 120 Mils Raceways, only ag 
Seas en See Ты UN. 
ith or Without ы ou 
pregn 125C (257 Impregnated raid or Molsture-re- 
(лық таға 922424 Felted Same as Type A impresbaten sistant Treatment, 
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Trade Type Operating Insulation Thickness of Outer Use 
Name Letter |Temperature Insulation Covering 
Paper 85C (185F) Paper Lead Sheath See Note D 
|. | Braids | | Обо |02 | 
w Burning | SB 90C (194 Impregnated Same as Type V Finished Smooth | For Use Oniy in Dry 
Р v Fire-Retardant and Hard Locations. 
Thread 
2 Layers Outer For Use Only i 
DNE SBW | 90C (194F) Impregnated Same as Type V Fire-Retardant bania * 


Cotton Thread Coating 





At Least Three 

Weatherproof ЯР 80C (176F) Cotton Braids 
or Equivalent 

Impregnated 


May be used for Inter- 
for Wiring Only by 
Special Permission. 








Synthetic insulation may stiffen at temperatures below freezing and care should be used in its 
installation at these temperatures. 

Note A. Wet locations include underground, in concrete slabs or other masonry in direct contact 
with earth, or where condensation and accumulation of moisture within the raceway is 
likely to occur. 

Note B, Sometimes used instead of types R, RP, or RH. 

Note C. Used when, in rewiring for increased load, space is not available in raceways for type R 
conductors, and it is not practicable to increase the raceway size because of structural 
conditions. 

Note D. Used for underground service conductors up to the point of attachment to service equipment, 
except that an uninsulated neutral may be permitted. 
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CONDUCTORS AND WIRES 


CURRENT-CARRYING CAPACITIES OF 
CONDUCTORS 


The two following tables give the maximum allow- 
able current-carrying capacities, in amperes, of various 
types of conductors. These maximum currents are 
such as will prevent overheating of the, conductor in- 
sulation and its surroundings. They do not take into 
consideration the voltage drop which, for runs of any 
great length, would be excessive were these maximum 
currents being carried. 

One table shows currents for not more than three 
conductors enclosed ‘together in a raceway or cable. 
This table applies to all wiring except that which is 
open, on insulaters, and that for concealed knob and 
tube work, The other table shows currents for a 
single conductor in free air, and applies only to open 
conductors on insulators and to concealed knob and 
tube work. 

Four to six conductors in a single cable or raceway 
require that the maximum current-carrying capacity 
be reduced to 80 per cent of that for not more than 
three conductors. 

Seven to nine conductors in ont cable or raceway 
require that the maxinum current-carrying capacity 
be reduced to 70 per cent of that for not more than 
three conductors. 

Bare conductors used with insulated conductors 
have a maximum current-carrying capacity limited to 
that permitted for the insulated conductor with which 
they are used. 

Aluminunt conductors have an allowable current- 
carrying capacity equal to 84 per cent of the capacities 
given for the sanie size copper wire with the same 
kind of insulation. 

For room temperatures of 40° C. (104° F.) and 
higher, multiply the capacities in the table by the 
correction factor for the existing temperature or the 
one next higher. These fractional factors always re- 
duce the capacity. 

Allowable current-carrying capacity of No. 18 is 
5 amperes; except that in rubber jacketed cords, types 
S, SO, SJ. SJO. and SV it is 7 amperes, and in heater 
cords types AFS,"AFSJ, HC. IIPD and HSJ it is 
10 amperes. Allowable current-carrying capacity of 
No. 16 is 7 amperes: except that m above mentioned 
rubber jacketed cords it is 10 amperes. and in above 
heater cords it is 15 amperes. Allowable current- 
carrying capacity of No. 20 is 3 amperes. 


These tables and instructions are from the National 
Electrical Code. 
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CONDUCTORS AND WIRES 


ALLOWABLE CURRENT-CARRYING CAPAC- 
ITIES OF CONDUCTORS IN AMPERES 
Not More Than Three Conductors in Raceway 

or Cable 
(Based on Room Temperature of 30? C. 8C? Е.) 
Paper 
— 


Rubber BNA Asbestos| Impreg- 
Asbestos varCam Dated |Asbestos- 


Tyve BN 


Size 
ean Турек eer. Rue Var-Cam Pr Asbeaton Type A 


2.000 


1.100 
1,200 
1.300 
1.400 


1.600 
1,700 
1,800 
1.900 





Emergency insulation Type ET те same current- 
carrying capacity as Synthetic Type SN, in third 
‘olumin of table. 
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CONDUCTORS AND WIRES 


ALLOWABLE CURRENT-CARRYING CAPAC- 
ITIES OF CONDUCTORS IN AMPERES 


Single Conductor in Free Air 
(Based on Room Temperature of 30° C. 86° F.) 











Syn- 
thetic 
Type Slow- 
SNA burning 
ås- {Impreg- Type 
Size Rubber! As- bestos | nated ÀS- SB 
AWG |Rubber|Rubber| Type | bestos | Var- As- bestos |————— 
Or түре TY RHT Var- Cam | bestos | Type |Weath- 
MCM R ape Cam | Type | Type A er- 
RH Type | AVA Al proof 
AVB Type W 
Ty 
Var- SB 
Cam 
Type V 
1 20 24 29 30 39 40 43 30 
12 26 31 37 40 51 52 57 39 
10 35 42 50 54 65 69 54 
8 48 58 69 71 85 100 71 
6 65 78 94 99 119 126 134 98 
5 76 2 110 115 136 145 158 130 
4 87 105 125 133 158 189 180 
3 101 122 146 155 182 194 211 152 
2 118 142 170 179 211 226 24] 176 
1 136 164 196 211 247 264 280 203 


— — — — — — — — — — — — — — — — — — 


— — — — — — — — — — — — — — / — — / — — 


4 380 | 457 | 547 | 575 | 865 | 710 | 755 | 554 
500 | 430 | 517 | 020 | 660 | 765 | 814 | 870 | 629 
600 | 480 | 577 | 691 | 738 | 857 И ТО, 





605 | 728 | 872 | 941 |.. 920 
1.000 | 650 | 782 | 936 | 1001 | 1163 | 1238 | 1332 | 1000 
1:250 | 740 | 890 | 1066 | 1131 | .... | .... | wees | cee. 
5 ais | 980 | 1174 | 1261 | 1452 | с... | 001 | 1860 
1.250 | 890 | 1070 | 1282 | 1370 | u | OO ES pa 
| 960 | 1155 | 1383 | 1472 | iTi3 | |... | .... | i670 
CORRECTION FACTOR FOR ROOM TEMPERATURES OVER 30? C. 
95 
.89 
"60140| ... | .00 | .58 | .87 | .79 | .83 | .92 | 
781 193 [| — 
.69 | .89 | ... 
,61 .86 ..> 
.51 .82 
72 
:63 





Emergency insulation Type EI has same current- 
carrying capacity as Rubber Type RP, in third column 
of table. 
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SIZES OF INSULATED WIRE, 


tables give outside diameters and cross sectional areas 


d of openings through insulators, for one or 
more conductors. Conductor diameters and sizes given 


of various types of insulated wires. This information 
d in computing required sizes of conduit or tub- 


is use 
ing, an 


he copper wire tables are for the metallic con- 
ductor only, and bear no definite relation to the sizes 


in t 


of the wires when covered with various kinds of in- 


sulation. 
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CONDUCTORS AND WIRES 
DIMENSIONS OF CONDUCTORS 


Types R, RW, RP, and RH 














Approx. | Approx. Approx. | Approx. 
Size iam. Area Size lam. Area 
AWG-CM Inches j Sq. Ins. CM Inches | Sq. Ins. 
18 .14 .0154 450,000 1.08 .91 
16 .15 .018 500.000 1.12 .99 
14 .20 .031 550,000 1.17 1.08 
12 .22 .038 600,000 1322 1.18 
10 .24 .045 
8 30 .071 650.000 1.25 1.23 
700.000 1.29 1.30 
6 41 .13 750,000 1.33 1.38 
4 45 .16 800.000 1.36 1.45 
2 52 .21 —À 
1 59 .27 850,000 1.39 1.52 
900 1.43 1.60 
0 .63 SRN | 950.000 1.46 1.68 
00 .67 .35 1,000,000 1.49 1.75 
000 .72 .41 ————— 
0000 .78 .48 1.250.000 1 68 2.22 
—— | — — — 1,500.000 1.79 2.52 
250.000 .86 .58 1.750,000 1.90 2.85 
300.000 .02 .67 2,000,000 2.00 3.14 
350.000 .98 75 
400,000 1.03 .83 





No. 18 to No. 8, solid conductor, No. 6 and larger. stranded. 


Small Diameter Building Wires, 
Types RHT and RPT 





Size Approx. | Approx. Size Approx. | Approx. 
AWG Diam. Area AWG Diam Area 
Inches | Sq Inas. Inches Ба. Ins. 
14 .162 .0206 10 .200 .0314 


13 .179 .0252 8 .261 .0535 
Note—Small diameter bu!lding wire, Type RPT, recognized in sizes 
Noe. 14, 12 and 10. No. 14 to No. 8, solid conductors. 


Synthetic Insulation, Type SN 
Type RU Insulation 





Size Approx: Approx. Size ADEPT OX: Approx. 
D 1 











AWG am. Area AWG Лат. Area 
Inches Sq. Ins. inches Sq. Ins. 
14 .130 .0133 2 .423 .1405 
12 .147 .0170 I .496 .1935 
IO .168 .0220 0 .537 .226 = 
8 „227 ‚0405 00 .583 .267 
6 .314 .0775 000 .634 .316 
4 .363 .1035 0000 .692 .376 





Note: Type SN conductors recognized in sizes Nos. 14 to No. 
0000; Type RU conductors recognized in sizes No. 14 to No. 10. 

No. 14 to No. 8, solid. conductors, No. 6 and larger, stranded. 

Type SN conductors without an outer covering and Type RU 
conductors with an outer covering have the same overall diam- 
eters. 
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DIMENSIONS OF CONDUCTORS 
Lead Covered—Types RL, RPL and RHL 
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Single Two Three 
Size of Conductor Couductor Conductor 
Conductor |————— — 
AWG-CM Diam. | Area Diam. Area | Diam. | Area 
Inches |Sq. Ins. Inchea Sq. Ins.! Inches |Sq. Ins, 
14 28 .062 28x .47 .115 59 .273 
12 29 .066 1x .54 .146 62 301 
10 35 .096 35x .59 .180 88 
8 4 .132 .41х .71 .255 82 528 
6 49 .188 .49 х .86 .369 .97 .738 
4 ‚55 .237 .54x .96 .457 1.08 .916 
2 .283 .61 x 1.08 .578 | 1.21 1.148 
1 ‚67 .352 .70 x 1.23 756 | 1.38 | 1.49 
0 .71 .396 74 x 1.32 859 1.47 | 1.70 
00 .76 .454 79 x 1.41 980 1.57 | 1.94 
000 .81 .515 84x 1.52 1.123 1.69 | 2.24 
0000 .87 .593 90 x 1.64 1.302 | 1.85 | 2.68 
250 .98 ‚754 aak ORNE — 2.02 | 3.20 
1.04 .85 wee Pe ee waa воша 2.15 3.62. 
350 1.10 ‚95 рези y +v eK Uttag 2.26 4.02 
400 1.14 1.02 Е ue e 2.40 | 4.52 
500 1.23 1.18 stt a t 8 Ng oy tot + з + + 2.59. 5.28 








Note—No. 14 to No. 8, golià conductors; No. 6 &nqd rarger. stranded 
conductora, 


VARNISHED-CAMBRIC CONDUCTORS 
Types AVA, AVB, and AVL 


Type AVB | Type AVL 





Type AVA 
Size Approx. | Approx. | Approx. ADDrox. A prox. Approx, 
AWG blm Area Diam. Ares Diam Area 
C.M. Inches Sq. In. Inches 5а. Іш. Inches 8q. In. 
14 .245 .047 .205 .033 .320 .080 
12 „265 055 .225 .040 .340 .091 
10 .285 .064 .245 .047 :300 .102 
.310 .075 .270 .057 .390 .119 
6 .395 .122 .345 .094 ‚430 ‚145 
4 „445 ‚155 .395 .123 .480 .181 
2 .505 .2 .460 .166 .570 . 255 
1 .585 .268 .540 .229 ‚620 „300 
0 ‚625 .307 .580 .264 .660 ‚341 
00 670 .353 „625 ‚307 705 -390 
000 .720 .406 675 .358 .755 .447 
ET .478 735 425 . 815 ‚521 
a a e ee a a | —Ó—— t 
250,000 616 .855 .572 .955 .715 | 
300,000 940 692 .910 .649 1.010 .800 | 
350,000 995 778 96 .731 1.060 .885 
,000 | 1.040 850 1.010 .8 1.105 .960 | 
450,000 | 1.085 925 1.055 .872 1.150 1.040 
500. 1.125 .995 1.095 .945 1.190 1.118 | 
550.000 | 1.165 1.065 1.135 1.01 1.265 1.26 
600.000 | 1.205 1.140 1.175 1.09 1.305 1.34 | 
650,000 | 1.240 1.21 1.210 1.15 1.340 1.41 
700.000 | 1.275 1.28 1.245 1.22 1.375 1.49 | 
750,000 | 1.310 1.35 1.280 1.29 1.410 1.57 
,000 | 1.345 1.42 1.315 1.36 1.440 1.63 | 
850,000 | 1.375 1.49 1.345 1.43 1.470 1.70 | 
900,000 | 1 1.55 1.375 1.49 1 1.78 
950,000 | 1.435 1.62 1.405 1.55 1.535 1.85 
1,000,000 | 1 1.89 1.435 1.62 1 1.93 








МотЕ: No. 14 to No. 8, solid, No. 6 and larger, stranded; 
except AVL where all sizes are stranded. 
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MAGNET WIRE 
Turns per Inch of Winding Length 





Cotton Covered Silk Covered 


10 9.2 
11 10.3 
12 11.5 
13 12.9 
14 14.3 
15 16.1 
16 18.0 
17 20.2 
18 22.5 
19 25.5 
20 28.0 
21. 31.3 
22 34.8 
23 38.2 
24 43.0 
25 47.7 
26 524 
27 58.0 
28 64.7 
29 71.3 
30 80.2 
31 87.9 
32 95.0 
33 105.1 
34 110.0 
35 130.9 
36 140.0 
37 150.0 
38 160.5 
39 182.0 
40 200.0 


9.4 


11.8 


13.2 
147 
16.5 


18.2 


22.9 


26.0 
28.6 
31.8 


35.2 


43.5 


48.1 
53.0 
58.8 


65.0 


80.5 


88.0 
94.3 
106.0 


110.0 
129.0 
136.0 


143.0 
154.0 
175.0 


195.0 


The above numbers of turns per inch of winding length for various types of 
magnet wire are only approximate, since the exact diameters of such wires 


will vary between different manufacturers. 


The approximate number of turns per square inch of a solid layer winding 


is equal to the square of the number of turns per inch of length given 


above. 


That їз, the number of turns per inch is multiplied by itself. Example: In а 
solid layer winding of No. 22 single cotton enamel wire (SCE) there are 32.5 
turns per running inch, and 32.6 x 32.6, or 1,056 turns per square inch of 


winding cross section. 
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MATERIAL 


Aluminum 


Brass 
Constantan 
Copper 
annealed 
hard drawn 
Iron, pure 
Lead 
Lucerno 
Manganin 
Monel 
Nichrome IV 
Nickel 
pure 
Platinum 
Silver 
Steel 
galvanized 
Tungsten 
Zinc 


CONDUCTOR AND RESISTOR MATERIALS 
SPECIFIC RESISTANCE 


Ohms per 
Circular 
mil-foot 
at 68? F, 


17.3 
42.1 
295 


10.4 

10.65 

61.1 
114.7 
256 
270 
256 
625 


60 
72 
9.75 


66.7 
342 
38 


Зацаге 


Root 
4.16 
6.49 
17.18 


9.20 
3.26 
7.82 
10.69 
16.00 
16.43 
16.00 
25.00 


7.75 
8.49 
3.12 


8.17 
18.49 
6.16 


ТЕМРЕКАТОКЕ 
COEFFICIENT 


OF RES. 
Per Degree 
Fahrenheit 


0.0019 
0011 
00001 


00218 
00212 
0034 
0023 
0011 
00001 
0011 
.00006 


.0023 
0021 
0021 


0023 
0026 
0021 


MELTING 


POINT 


Degrees 
“ahr. 


1220 
1680 
2355 


1980 
1980 
2865 

620 
2480 


2460 
2535 


2650 
3170 
1760 


2460 
5450 
785 








WEIGHT 


Lbs. per 
Cubic 
Inch 


0.095 . 


‚310 
349 


320 
320 
.260 
410 
320 
‚294 
337 
306 


320 
‚765 
381 


280 
.092 
.260 
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RESISTANCE OF A CONDUCTOR at any tem- 
perature may be found, approximately, when its re- 
sistance is known for one temperature. 

When R = resistance in ohms at one temperature, as 
. taken from a wire table. 


X — resistance in ohms to be determined. 
D = difference between temperature given in 


7 table and desired temperature, degrees. 
K = temperature coefficient of resistance for 
material of which the conductor is 
made. 
^" X— Rx(1 - Dx K) 

Note: Muitiply D and K together, add 1 to the 
product, and multiply this sum by R. Temperature 
coefficients of resistance are listed in an accompany- 
ing table. 

Example: The resistance of 1.000 feet of No. 14 
wire at 68? is shown by the copper wire table to be 
2.504 ohms. What is the resistance at 95°? Substitut- 
ing values in the formula gives. 

X = 2.504x¢1 + 27? x 00218) 

27? x 00218 + .059 == 1.059 

2.504 ohms x 1.059 = 2.052 ohms at 95°. 


RESISTANCE OF A CONDUCTOR of any ma- 
terial and of any cross sectional area in circular mils 
may be calculated as follows: 


total feet , ohms per 
Resistance _ of conductor circ. mil-foot 
in ohms 





cross section, circular mils 


Resistances in ohms per circular mil-foot are given 
in the table of Conductor and Resistor Materials. 

Areas in circular mils for various gauge numbers 
are given in the copper wire tables. 

The area in circular mils of any round conductor is 
equal to the square of the diameter in inches, multi- 
plied by 1,000,000. 


Example: What is the resistance of 50 feet of No. 
30 manganin wire? From the table of conductor and 
Resistor Materials we find that the specifte resistance 
is 270 ohms per circular mil-foot. From the copper 
wire table the area of No. 30 wire is 100.5 circular 
mils. Substituting these values in the formula gives, 





Resistance _ 50x270 __ 
| FE NN Ie -= 134.3 ohms 


| This is the resistance at 68° F. For the resistance 
at any other temperature we would use the formula 
that includes the temperature coefficient of resistance. 
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CONDUCTORS AND WIRES 


VOLTAGE DROP or loss of voltage in a conduc- 
tor usually is limited to a certain number of volts 
or else to a certain percentage of the supply voltage. | 
The drop in lighting circuits often is required to be 
no more than 2%, and in motor or other power cir- 
cuits no more than 5% of the supply voltage. 

The following formulas are used when solving prob- 
lems: involving “voltage drops. 


| Drop ._ 10.4 х amperes x total feet of wire 

in volts circular mils, of wire used 
{ 
i 


— m ж АА. а... 


Example: How many volts will be lost in a 2-wire 
line of No. 14 copper wire 180 feet long when carry- 
ing 15 amperes? 

A 2-wire line 180 feet long has 2 x 180, or 360 feet 
of wire. No. 14 has an area of 4,107 circular mils. 
Placing these values in the formula gives, 


Drop _ 10.4 х 15 х 360 _ 13.7 volts 
Ar и 


— 


in volts 410 


The per cent of supply line voltage lost in wiring 
is found as follows: 


Percent _ ohms per 1,000 ft. x amperes x ft. wire 
drop `~ 9.8 x supply voltage 
Example: Again consider the 2-wire line 180 feet 
long (360 feet of wire) of No. 14 copper wire carrying 
15 amperes, and assume a 220-volt supply. What is 
the per cent voltage drop, based on the supply volt- 
age? The copper wire table gives the resistance as 


2.504 ohms per 1,000 feet. Placing the values in the 
formula gives, 


P 
or — 2501 x 13.5360 — — 6.2196 drop. 


The required size or conductor, in circular mils, for 
a given number of volts drop is found as follows: 


Conductor 10.4 x amperes x total feet of wire 


circ. mils ~ number of volts drop 


Example: What size conductor must be used in a 
2-wire line 85 feet long carrying 18 amperes if the 
drop is not to exceed 6 volts? Placing these values in 
the formula gives, 


Conductor _ 10.4 x 18 x (2 x 85) — 5304 
circ. mils ^^ 


The smallest conductor having at least 5304 circular 
mils area, or greater, is No. 12. 


ee ee a 
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The total feet of conductor in which the voltage 
drop will not exceed a certain percentage of the supply 
voltage is found as follows: 


Wire — 9.9 x per cent drop x supply voltage 
feet 7 —— amperes x ohins per 4000 feet 
Example: How many feet of wire may be used in a 
circuit carrying 24 amperes with number 10 wire from 
a 220-volt supply when the voltage drop is not to 
exceed 5% of the supply voltage? 
From the copper wire table we find that No. 10 
wire has a resistance of 0.8441 ohm per 1,000 feet. 
Using the values in the formula gives, 


Wire 99x А 
feet = 4 = 0.844 = 538 feet 


A 2-wire circuit might have a length of one-half 

538, or 269 fect. 
The total feet of conductor in which the drop will 
not exceed a certain number of volts is found thus: 


Wire — volts drop x circ. mils of conductor 
feet .4 x amperes 
Example: How many feet of wire may be used in a 
circuit carrying 24 amperes with No. 10 wire when 
the drop is not to exceed 6 volts? 
From the copper wire table we find that No. 10 
wire has an area of 10382 circular mils. Placing the 
values in the formula gives, 


Wire _ 6 x 10382 
feet = 10.4 x 24 = 250 {ее 
A 2-wire circuit might have a length of one-half 
247 feet, or about 123 feet maximum. 


FOR THE SAME VOLTAGE DROP the current- 
carrying capacities of two wires of equal diameters 
but of different materials are inversely as the square 
roots of their specific resistances at the same tempera- 
ture. These square roots are given in the table of 
Conductor and Resistor Materials. 

1. Divide the square root of the specific resistance 
for conductor A by the square root of the specific 
resistance for conductor B. 

2. Multiply the result by the current-carrying 
capacity of conductor A. 

3. The product is the current-carrying capacity of 
conductor B. 

Example: A No. 12 gauge copper wire is carrying 
20 amperes. How many aniperes may be carried by a 
galvanized steel wire of the same diameter if the 
voltage drop is not to increase? 
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The table lists the square roots of the specific re- 
greta tices as 3.22 for copper and 8.17 for galvanized 
steel. 

1. 3.22 + 8.17 = 0.394 

2. 0.394x 20 = 7.88 amperes 


Flexible Cords. The following numbered notes are - 


referred to by numbers in the “Type” column of the 
tables which give descriptions of flexible cords. These 
tables are from the National Electrical Code. 

1. Except for types AFPO, AVPO, CFPO, PO- 
64, PO-32, PO, POSJ-64 and POSJ-32 individual con- 
ductors are twisted together. 

2. Type PO-64 is for use only with portable lamps, 
portable radio receiving appliances, portable clocks 
and similar appliances which are not liable to be 
moved frequently and where appearance is a consid- 
eration. 

3. Types AT, CT, АТ] and CT] are suitable for 
use in lengths not exceeding eight feet when attached 
directly, or by means of a special type of plug, to a 
portable appliance rated at 50 watts or less and of 
such a nature that extreme flexibility of the cord is 
essential. Types AT and ATJ are for use only with 
heating appliances. 

4. Type K is suitable for use on theatre stages. 

5. Rubber-filled or varnished cambric tapes may be 
substituted for the inner braids. 

Type S is suitable for use on theatre stages, in 
garages and elsewhere, where flexible cords having 
rubber insulation are permitted by this code. 

7. Type E may have a composite assembly of steel 
and copper strands in the make-up of the conductors. 
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Braid 
Use Trade Type on Each Tiller __ Ower Covering 
Name Conductor Kind Number 
АВЕ төр 3 Sotton None None None 
Covered Е Cotton or 
Dry Tinsel Cord None None Rayon 1 
Attached to s ~ Couton X Cotton or lor 
a Device тыс. — ET Com — Rayon None 
Rubber | < None 
Даар Jacketed ALI .5| Nene — None Rubber 1 
Not Tinsel Cord CTJ 5| Cotton — 
Cotton or š 
Subject A — AFC Rayon None None None 
оуегей | “Акро к ү | | Сомов, Rayonor | о 
іле g- yon or 
Pendant = poen m AE: js NOn wane Saturated Asbestos 1 
rd Cotton 
а, к = Cotton СЕС or Rayon None None None 
— Hcet Rest CFPO : Cott 1 
cat Resls- | —c—— —— Non None otton or 
—— tant Cord CrPD SEE Rayon 
See Note 2 PO-6 
— Parallel Раз - Cotton or 
Cord One Cotton None Rayon 1 
Damp ParaMe] |———— 3 None None Rubber 1 
Places Cord POSJ-32 9 
Lamp Cord С Cotton None None None 
d D — L| ILLE men a asc a ——— 
cent Hard Armored Metal 
Portable Usage Cord. CA Cotton None Armor 1 
Not Subject Twisted 
Portable PD Cotton None Cotton or 1 
Hard Usage Cord Rayon 
Hard Reinforced — — 
Usage Cord к Cotton Rubber Cotton 1 
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Hard 

















sage Moisture- PWP64 Cotton 
Proo  PwPsa2 | Cotton Rubber Moisture 1 
Reinforced | PWP32.. Resistant 
Cord PWP Finish 
Bratded Jute, Cotton, 5 
Heavy Duty 4| Cotton | 5ізаї, Петр, Cotton-Molature- 2 
K Twisted Paper Resistant Finish 
"^ Vacuum 
Cleaner ВУ 
Hard Cord 
Damp Usage Rubber 
Placea J uniz Hard 8J 
P rvice a Аи... 
i cud Cord | 30 —| wem None  |Ol-Res't Compound 
Portable 6 Rubbe 
Extra Hard Nard Service 8 ubber 
B Usage Cord 80 Oll-Res’t Compound 
Rubber i 
a Jacketed AFS 
қак кенің. AFSJ None Nono Rubber 1 
Portable її Со [| м [Ш l 
—— HC Cotton None None | None 
Dry Heaton жс) n a — 
Places Cord HPD Nore None Cotton or Rayon 1 
Jacketed USJ N N боны 1 B 
acke one otton an 
Pendant | Pacta Heat snd 
n eat sn 
Not Subject to 
or Moisture 
Portable Hard Usage Resistant AVED None None MEC 1 
or 
Cotton-Flame Retur- 
Elevator Light! 7 | 
and Control ‘Cable Т в — Cotton-Outer One 5 
Мопе Flame -Retard-awnt. 3 
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Section 4 
RESISTORS AND RESISTANCE 


Resistance. The property of a substance which op- 
poses flow of electricity through the substance. Flow 
of current against the opposition of resistance causes 
heating of the substance. Resistance increases direct 
with the length and inversely with the cross sectional 
area of a conductor. Resistance increases at a non- 
uniform rate with rise of temperature in all pure me- 
tals and in most alloys, but decreases in most liquids 
and in carbon. Resistance is measured in ohms. 

Conductance. A measure of the ease with which a 
substance conducts electricity. Conductance is meas- 
ured in ohms, Conductance in ohms is equal to the 
reciprocal of the resistance in ohms, or to the number 
1 divided by the number of ohms. 

Ohm. The unit of electrical resistance. With a 
potential difference of one volt across a resistance of 
one ohm the current through the resistance is one am- 
pere. One ohm is the resistance of 396 feet of number 
14 copper wire at a temperature of 68" F. 

Megohm. One nillion ohms of resistance, 

Microhm. One one-millionth of an ohm of resist- 
ance. 

Resistor. À part which offers resistance to the flow 
of electric current. Its electrical size is specified in 
ohms or megohms. A resistor also has a power-hand- 
ling rating in watts, indicating the amount of power 
which can safely be dissipated as heat by the resistor. 

Wire-wound Resistor. A resistor’ which is con- 
structed by winding a high-resistance wire on an in- 
sulating form. The resulting element may or may not 
be covered with a ceramic insulating layer. 

Carbon Resistor. A resistor made of carbon par- 
ticles and a ceramic binder molded into a cylindrical 
shape, with leads attached to opposite ends. 


Fixed Resistor. A resistor having a definite ohmic 
value which cannot be adjusted. 

Variable Resistor. A resistor which can be changed 
in value while in use. | 

Rheostat. A resistance unit which can be varied in 
ohmic value so as to control the flow of current in the 
circuit of which it is a part. 

Potentiometer. A resistance unit having a rotating 
contact arm which can be set at any desired point on 
the resistance element. The total available voltage is 
applied to the fixed end terminals of the resistance 
element, and the output circuit is connected between 
the movable contact and one end terminal. Rotating 
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the movable contact thus varies the proportion of the 
total voltage which is transferred to the output circuit. 

Voltage Divider. A resistor, at an intermediate 
point or points on which are taps that permit taking 
certain fractious of the overall voltage from between 
the taps or between the taps and the ends of the re- 
sistor. Instead of fixed taps there may be one or more 
movable contacts that slide on the resistor or are con- 
nected to it through switches. 

Current Control. In electrical work the need 1s con- 
stantly arising for adjusting a current to a specified 
value. This is usually done by varying the resistance 
of the circuit. Changes in the resistance of a circuit 
can be made by means of resistors, which consist in 
general of single resistance units, or groups of such 
units. made of suitable material. These may be vari- 
ahle or fixed in value. Variable resistors are frequently 
called "resistahce boxes" or "rheostats," depending on 
their current-carrying capacity and range. 


«m drop ov -- 
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Fig. 4-1 


A resistance box consists of a group of coils of wire 
assembled compactly in a frame or box. It is so ar- 
ranged that single coils or any desired combination 
of such coils may be introduced into the circuit by 
manipulating the switches or plugs. The extreme range 
of such a device may be from a hundredth or a tenth 
of an ohm up to 100,000 ohms. Each of its component 
units is accurately standardized and marked with its 
resistance value. By this means it is possible to know 
precisely what resistance is introduced into the circuit 
by the resistance box. The coils are wound with rel- 
atively fine wire, and in such a way that they do not 
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have any appreciable magnetic fields about them. They 
are intended solely for carrying feeble currents, usu- ‘ 
ally no more than a fraction of an ampere. 

Resistors of single fixed values are convenient for 
many purposes. If they are carefully made and pre- 
cisely measured, they are called standard resistance 
coils. Such standards may be secured in range from 
0.00001 ohm to 100,000 ohms and of any desired cur- 
rent-carrying capacity and degree of precision. Re- 
sistance boxes and precision resistors are designed 
primarily for use in the laboratory. 

The name “rheostat” is, in general, applied to a vari- 
able resistor having a fairly large current-carrying 
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Tube Rheostet 


Field Rheoskf 





capacity. A simple form of rheostat consists of a layer 
of German silver or nickel-steel wire wound on an in- 
sulating tube with a sliding contact traveling along 
the tube so that the current may be made to nass 
through any desired length of the wire. Such rheo- 
stats are not usually made to handle large amounts of 
power. Larger rheostats are made of resistance units 
connected between the points of a switch, as shown 
in Fig. 4-2. The units are made of resistance wire 
embedded in vitreous enamel on a metal plate or 
wound on a porcelain tube and then enameled. For 
very large units the resistors are miade in the form of 
grids of cast iron, nickel steel, or similar metal, which 
are exposed to the air for cooling. The grid type of 
resistor is by far the most common in commercial use, 
especially for railway and electric-crane control. For 
extremely large currents a convenient compact rheo- 
stat is made by immersing metal plates to a variable 
depth in a conducting liquid; such a liquid rheostat 
can be easily cooled by using a metal container, or by 
changing the liquid as it becomes heated. 

Banks of incandescent electric lamps in various ar- 
rangements are often used as resistors. The resist- 
ance of such lamps is subject to large variations in 
value with changes in temperature. However, when 
operating under steady conditions, either hot or éold, 
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RESISTORS AND RESISTANCE 


they are satisfactory for many purposes. Such a rheo- 
stat offers the advantage of being readily adjustable by 
turning lamps off or on. It is compact and there is 
no danger of overheating. 

Another type of rheostat for handling large currents 
consists of a pile of carbon blocks or plates which are 
compressed by a screw or lever to reduce their elec- 
trical resistance. 


RESISTANCE OF RESISTOR ALLOYS 
AND MATERIALS 


The resistance of conductors whose dimensions are 
known is easily calculated from either of two basic 
values which are obtainable from tables of resistivi- 
ties. 


1. Resistance in ohnis per circular mil-foot. 
One circular mil is the area of a circle 1/1000 inch 
in diameter. One circular mil-foot has an area of 
one circular mil and a length of one foot. 

To find the area in circular mils of a round con- 
ductor multiply its diameter in inches by 1,000, then 
square the result. For.example; a number 10 copper 
wire has a diameter of 0.1019 inch. Multiplying this 
diameter by 1,000 gives 101.9. Squaring 101.9 (101.9x 
101.9) gives 10,384, which is the area in circular mils. 
If the diameter is given in mils, simply square the 
number of mils to find the area in circular mils. 

To find the area in circular mils of a conductor 
which is not round, first find its area in square inches. 
Then multiply the number of square inches by 1,273,- 
200. For example, a conductor with a section of М by 
Vy, inch has an area of V$ square inch. Then % times 
1,273,200 = 159,150 circular mils. 


2. Resistance in ohms per cubic centimeter. 
Multiply ohms per cubic centimeter by 6.015,300 to 
find the equivalent ohms per circular mil-foot. If 
the resistivity is given in microhnis per cubic cen- 
timeter, multiply by 6.0153 to find the equivalent 
ohms per circular mil-foot. 
Resistance in ohins of any conductor is equal to, 
length of conductor resistance of conductor in 


in feet ohms per circular mil-foot 
area in circular mils 


RESISTANCE CHANGE DUE TO 
TEMPERATURE CHANGE 


The accompanying table, "Resistor Alloys and Ma- 
terials”, lists resistances in ohms per circular mil-foot 
for most of the commonly used materials, and lists 
also temperature coefficients of resistance per degree 
Fahrenheit. 
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In the section on Conductors and Wires are given 
instructions for using these temperature coefficients 
in determining the resistance of a conductor at any 
temperature when its resistance is known for some 
one temperature, such as at 68° F. as given in the 


table. 


RESISTOR ALLOYS AND MATERIALS 


MATERIAL OR 
TRADE NAME 


Advance 

aluminum 

brass, common 
high brass 
low brass 

Calido 

carbon 

Chromel 

Climax 

Comet 

Constantan 

copper, annealed 

USS 


Eureka 
German silver, 18% 
graphite 
Ideal 
iron, pure 
cast 
wrought 
Karma 
Lucerno 
Manganin 
Monel 
nickel 
nickel silver, 30% 
Nichrome II 
III 
IV 
Novar 
phosphor bronze 
Rayo 
steel, galvanized 
crucible 
hard 
manganese 
Superior 
Therlo 
tungsten 


Ohms per Circ. Temperature 
Mil-ft. at 68° F, Coefficient of 
or 20° C, Resistance, 
Degree F. 
292 0.00001 
17.02 .0022 
49 .001 
41 
35 
660 .00013 
21000 —.00028 
540 
525 ‚0005 
575 ‚0006 
294 ‚000005 
10.4 ‚000218 
10.55 ‚002 
294 ‚00002 
198 00018 
4800 
295 .000005 
60 .0031 
540 
84 
625 .00005 
275 .001 
345 .00001 
253 .001 
52 .0027 
240 .0001 
660 .00013 
540 .0001 
625 .00006 
296 
47 .0013 
540 .0001 
67 .0017 
115 
162 .001 
420 .0005 
517 
283 .000005 
33.2 .0025 


67 — 


ЖИНА SU ЕТ S 


O——— w— "—— OT өлара SS = ee A O {| TK ees марлы” Ұра" -—— ғ 


m C 





RESISTORS AND RESISTANCE 


Resistance Changes Due to Current Flow. Current 
flow through any conductor produces heat in that con- 
ductor, and ordinarily produces a rise of temperature. 
Thus, since current flow raises the temperature, and 
a rise Of temperature increases resistance, we may say 
that current flow increases the resistance of a con- 
ductor in which the flow takes place. 

As an example of heating due to current flow as- 
sume that we have a soft steel wire 1/100 inch in diam- 
eter and of such length that its resistance is 400 
ohms, If a current flow of one ampere is maintained 
in this wire, and if all the heat produced is kept within 
the wire, the temperature of the wire will go up at 
the rate of 20 degrees every minute. If the wire did 
not inmnediately conimence to lose heat to its sur- 
roundings it would soon become red hot. 

If the steel wire actually were to increase its tem- 
perature at the rate of 20 degrees per minute, due to 
the current flow of one ampere, the resistance of the 
wire would increase at the rate of about 7 ohms per 
minute. Instead of the original resistance of 400 ohms 
we would have a resistance of 407 ohms at the end 
of one minute, and at the end of ten minutes would 
have 470 ohms of resistance. 

Watts Dissipation of Resistors. When vou specify 
a resistor for use in an electrical circuit it is not 
enough to give only the number of ohms required, but 
you must specify also the "watts dissipation" or the 
rating of the resistor in watts. The watts dissipation 
is the number of watts of power that may be used up 
in the resistor without causing its temperature to rise 
so high as to endanger surrounding materials or the 
resistor itself. 

The watts rating of a resistor is the maximum num- 
ber of watts of power that it will dissipate or use up 
without causing a temperature rise of more than 250 
degrees centigrade, which is equal to 450 degrees 
Fahrenheit, when the resistor is surrounded by at 
least one foot of free air space on all sides, and when 
the starting temperature is 40° C. or 104° F. 

You might find that a 1000-ohm resistor is to carry 
a current flow of 300 milliamperes, which is a flow 
of 0.3 amperes. Then, 


DR will be 0.3 x 0.3 x 1000 — 90 watts. 


In this resistor the actual power dissipation will be 
90 watts. and to prevent overheating we might select 
a unit rated at least at 100 watts. If the resistor were 
to be used in a confined space where heat could not 
be carried away readily by circulation of air around 
the resistor, we should select a unit rated at 150 or 
200 watts. When a resistor of higher wattage rating 
is used, its operating temperature will not be excessive 
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even though the heat cannot be carried away at a 
rapid rate, 

Duty Cycle. The tine during which a resistor car- 
ries current, in relation to the total time, is called the 
duty cycle. It niay be specified as so many seconds or 
minutes during some longer time, such as 15 seconds 
out of 75 seconds. The duty cycle may be specified 
also as a percentage, such as 20 per cent, which means 
that the resistor may carry current only during that 
portion of the total time, Operation on a duty cycle 
greater than that for which the resistor is rated will 
quickly cause damaging overheating. 

Rheostat and Potentiometer Ratings. Rheostats and 
potentiometers are specified as to the number of ohms 
of resistance and the number of watts which they will 
dissipate without overheating. The wattage rating is 
based on the use of the entire resistance, or the whole 
length of winding. The maximum current which may 
be carried is equal to the square root of the number 
of watts divided by the number of ohms. 

For example; assume a 20-watt 1000-ohm unit. 

Dividing 20 by 1000 gives 0.02 

The square root of 0.02 is 0.14 

So the maximum current is 0.14 ampere, or 140 mil- 
liamperes for this unit. 

If necessary, a fixed resistor must be connected in 
series with the rheostat or potentiometer to limit the 
current to the maximum safe value. 

Resistance Measured with a Voltmeter. In addi- 
tion to the urit whose resistance is to be determined 
it is necessary to have any other known resistance 
to be used for comparison, also some source of cur- 
rent which may be allowed to flow through the known 
and the unknown resistance. The current must not be 
so great as to overheat either resistance unit. 

Connect the two resistance units in series to the 
source of current, Measure the voltage from end to 
end of each resistance unit. Then, 


1. Divide the number of volts across the known 
resistance unit by the number of ohms resistance in 
this unit. 

2. Divide the number of volts across the unknown 
resistance by the valuc obtained in step 1. The result 
of this division is the number of ohms resistance in 
the unt. 

Currents and Voltages in a Voltage Divider. Con- 
sider a voltage divider with two connected loads as 
shown in Fig. 4-3. The first step in analysis is to con- 
sider the parallel resistances A and D shown sepa- 
rately at 1 in Fig. 4-4. The equivalent resistance of 
1000 ohms and 250 ohms in parallel is 200 ohms, so we 
may represent resistors A and D as the 200-ohm re- 
sistor A-D in diagram 2. The 200 ohms of A-D is in 
series with voltage divider resistor B, whose resistance 
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is 2800 ohms. Since the resistance of resistors in series 
is equal to the sum of the separate resistances, we may 
represent resistors A-D and B as a single 3000-ohm 
resistance at A-D-B of diagram 3. 


SECONG 
1049. 





Fig. 4-3. Resistance values assigned to sections of the volt- 
age divider and to the loads. 


Our 3000-ohm resistance A-D-B is in parallel with 
the 1000 ohms of load resistor E, as shown by dia- 
gram 1 іп Fig. 4-5. The equivalent resistance of 3000 
ohms and 1000 ohms in parallel is 750 ohms, as repre- 
sented by the equivalent resistance A-D-B-E of dia- 
gram 2. The equivalent resistance of 750 ohms is in 
serics with voltage divider resistor C of 1250 ohms, so 
the two together have a total resistance of 2000 ohms, 
as in diagram 3. 

Now we have a potential difference of 240 volts 
across a conibination of resistances equivalent to 2000 
ohms. The current flow will be found from the for- 
mula I = E/R. Dividing 240 volts by 2000 ohms 


© © 
A-B-D. 


3000 
они. 





Fig. 4-4. Equivalent values are found for parallel resistances, 
and these equivalents are considered as being in series 
with other resistances. 
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gives 240/2000 ampere of current flow, which is equal 
to 120/1000 or 0.120 ampere, and is the same as 120 
milliamperes. When dealing with fractions of amperes 
it is almost always is easier to use the milliampere 
(1/1C00 ampere) as our unit of current flow. 

To determine how the total current flow of 120 
milliamperes and the total potential difference of 240 
volts divide in the resistances of the voltage divider 
and loads we shall work backward through the dia- 
grams. Diagram 1 of Fig. 4-6 corresponds to diagram 
2 of Fig. 4-5. The total potential difference of 240 
volts divides proportionately to the resistances, so in 
equivalent resistance A-D-B-E we have 90 volts 
potential difference and in resistor C have 150 volts. 
The current flow must be the same, 120 milliamperes, 
in these series resistances. 





Fig. 4-5. Continuing with equivalent resistances for units in 
parallel, and determining total resistance for parts in series, 
reduces the voltage divider to a single equivalent resistance 
in which the rate of current flow is easily determined. 


In diagram 2 of Fig. 4-6 we have separated the 
resistances into the equivalent A-D-B of 3000 ohms, 
and load resistor E of 1000 ohms. Potential difference 
is the same across resistances in parallel, so here we 
have a potential difference of 90 volts across the 3000 
ohms of A-B-D, and have 90 volts across the 1000 
ohms of E. To determine the rates of current flow in 
A-D-B and in E we may use Ohm’s law for current 
flow, I = E/R, as follows: 

Іп А-р-В I = 90/3000 == 30/1000 ampere, 

30 milliamperes. 
In E I — 90/1000 — 90/1000 ampere, 
90 milliamperes. 

Note that the ratio of resistances in A-D-B and E 
is 3000 to 1000, or 3000/1000, or 3 to 1. Note that the 
ratio of current flows in A-D-B and E is 30 to 90, or 
3/9, or 1 to 3. Current flows in parallel resistances 
are inversely proportional to the respective resistances, 
meaning that inverting the ratio of resistances gives 
the ratio of current flows, and vice versa. 
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In diagram 1 of Fig. 4-7 (corresponding to 2 of 
Fig. 4-4) we have separated resistances A-D with 200 


ohms and B with 2800 ohms. The total potential dif- 
ference of 90 volts divides in proportion to the re- 


A-B-0-E. A-8-D E 
90 voLTS. 3000 2 90 VOLTS. 1000 оны 
(20 MILLIAMPERES. onus 30 90 WILLIAMPERES. 
wunureres $ 


C 


130 VOLTS. 
$20 MILLIAMPERES. 





Fig. 4-6. Separating series-resistances, and dividing equiv- 
alent resistances into their parallel parts, allows determining 
current flows and potential differences across the parts. 
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А-0. А. D 








#00 омм$. 1000 Оны%. 280 Onus. 
6 vouTs. @ VOLTS. 6 $4 MILLIAUPERES. 
M'LLIAMPERES. 






#0 VOLTS. 
30 B 
MILLIAMPERES. 


| £800 ORMB. 
$4 VOLTS 


Fig. 4-7. Current flow rates and potential differences finally 
— determined for all the resistances of the voltage divider 
an oads, 


sistances, so we have a 6-volt drop across A-D and an 
84-volt drop across B. The current flow of 30-milliam- 
peres goes through both the series resistances. 

In diagram 2 of Fig. 4-7 (corresponding to 1 of 
Fig. 4-4) we have separated the parallel resistances 
A and D. The total current flow of 30 milliamperes 
divides inversely as the resistances in ohms, so we 
have 6 milliamperes in the 1000 ohms of resistance A, 
and have 24 milliamperes in the 250 ohms of resistance 
D. Note that the ratio of the resistances A and D is 
1000/250 or 4/1, and that the ratio of the current flows 
is 6/24 or 1/4. We simply invert the ratio of resist- 
ances to find the ratio of current flows. The poten- 
tial difference is, of course, the same across these two 
resistances which are in parallel. 
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Now we have determined the current flows in mil- 
liamperes and the potential differences in volts for 
both loads and for every section of the voltage divider. 
Whenever you work with circuits containing resist- 
ances both in series and in parallel it is necessary first 
to change the parallel resistances into equivalent 
resistances, then to consider the equivalent resistances 
as being in series with other parts of the circuit. 


RESISTOR TROUBLES 


Open circuit, resistor burned out. High ambient 


temperature, due to lack of air circulation, or to being 
too close to other parts of the apparatus which pre- 
vents heat radiation. 

Resistor which should be used only part time (as 
for starting) stays in circuit too long. 

Wattage rating too low, or not suited to duty cycle. 

Shorts or grounds, insulation defective. Excessively 
high voltage or current flow. 

Long continued overheating, but not great enough 
to cause burnout. 

Moisture, dirt, oil or corrosive spray and fumes. 

Mechanical damage due to carelessness. 

Adjustable voltage dividers and rheostats. Same 
troubles as for resistors, above, also: 

Poor contact between slider and winding. 

Defective connection from stationary terminal to 
slider. 

Dirty or corroded contacts at taps. 


COLOR CODING OF RESISTORS 


Small resistors and capacitors are often marked with 
dots or bands of color to tndicate their values as an 
aid to both repair man and manufacturer. Com- 
ponents too small to have the actual values printed 
upon them are easily color-coded, and have the fur- 
ther advantage that these bands of color can be seen 
at all times without the probable necessity of turning 
the units over or otherwise searching for the printed 
value. The standards Committee of RMA (Radio 
Mannfacturers’ Association) has standardized a group 
of colors with numerical equivalents as follows: 


Q0 — Black § == Green 
i = Brown 6= Blue 
2 = Red 7 = Violet 
3 = Orange 8 = Gray 
4= Yellow 9 — White 


This color code is standard for all resistors and 
capacitors, although there are several systems em- 
ployed in its use. In general, however, several dots 
or bands of color are used to indicate the significant 
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figures of the value, and a final color to indicate 
where to place the decimal point. This “decimal mul- 
tiplier" color indicates the number of zeros to be added 
to the significant figures or, which amounts to the 
same thing, the power of 10 that the significant fig- 
ures must be multiplied by in order to properly place 
the decimal point. Thus, three RED dots indicate the 
number 2200, the first two dots contributing the 22 
part, and the last dot, being the decimal multiplier, 
indicating that two ZEROS are to be added (or mul- 
tiply by 10 to the second power) to complete the 
value. Likewise, the combination red-orange-green- 
black indicates the number 235. In this case the black 
decimal multipliér (black 0) means “add NO zeros,” 
or multiply by 1 (10 to the zero power 1). 

The original colors have since been supplemented 
by gold and silver, and the significance of each color 
has been extended to include tolerance values, capaci- 
tor voltage ratings, and capacitor temperature coeffi- 
cients, as shown in the accompanying table. These 
additional features of the extended color code may 
never be employed, however, except in the single case 
of resistors having five bands to indicate the value 
to three significant figures in a specific manner which 
will be shown. For all other applications, gold and 
silver are never used for any purpose other than to 
indicate tolerance and, conversely, the tolerance must 
never be indicated by any color other than gold or 
silver. In the several accompanying illustrations, the 
encircled numbers are employed to indicate the rela- 
tive order and positions of the significant figure colors, 
that is, 1 —first significant figure, 2— second, etc. The 
location of the decimal multiplier color is indicated by 
x, the tolerance color by %, and the voltage rating of 
capacitors by v. 










У TC 






Color Voltage | Tempera- 
rating, ture 
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There are in use two distinct systems for color- 
coding the values of small fixed composition resistors 
and, although the first, or "old system," is now obso- 
lete for all resistors except those having "radial" con- 
necting leads (Fig. 4-8, A), many, resistors having 
this type of marking are still in use. The original 
system consists of painting the entire resistor with a 
solid body color to indicate the first significant figure 
of the resistance value, which is always expressed in 
ohms. At the end of the unit, and painted right over 
the body color, is the end color which indicates the 
second figure. Near the middle of the unit, also painted 
on top of the body color, is the dot color which serves 
as the decimal multiplier, and consists of a large dot 
or a band of color. Resistors employing this system 
of arranging the colors may sometimes be found with 
a gold or silver "tolerance band" which may appear 
at either the same or at the opposite end from the 
"end" color. Inasmuch as there are no blank spaces 
between adjacent colors, it is obviously unnecessary 
to paint a red dot or end on a resistor already having 
a red body color. A resistor that is entirely red with- 
out any other markings, then, would have a resistance 
of 2200 ohms, plus or minus 20%, because its “body,” 
“end,” and “dot” colors are all red. Fig. 4-8 shows 
typical examples of the "old" color code. 

The new system is now standard for all fixed com- 
position resistors except those few which have their 
connecting wires attached radially instead of axially. 
It is easier to read because the bands always extend 
entirely around the unit, and the colors are taken in 
a more logical sequence. The system also permits 
values to be expressed to more than two significant 
figures, it being standard to indicate all values to three 
significant figures unless the tolerance is greater than 
plus or minus 10%, when two figures are then con- 
sidered satisfactory. Markings consist of several en- 
circling bands of color having approximately the same 
width, with spaces between them, and which are 
simply read in the order that they appear on the re- 
sistor, always commencing with the band which is 
painted at the very end of the resistor. Three bands 
are used to indicate the value to two significant fig- 
ures, and the tolerance may be indicated, when de- 
sired, by an additional band provided it 1s of either 
gold or silver. 

To indicate the value to three figures the new ex- 
tended code is used, such units being readily identified 
by the presence of five bands of color, The decimal 
multiplier and tolerance colors may be of any color 
listed in the table, but it must be remembered that the 
resistor must have all five bands before the extended 
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code may be employed. Note that the background 
color of the resistor itself plays no part in the color 
code. and is not to be confused with the "body color" 

of the older system. The actual background color of 
insulated resistors (regardless of whether they are of 
the carbon, composition, or wire-wound tvpe) is usu- 
ally a light brown or tan, this being the natural color 
of the bakelite insulating material. Fig. 4-9 illustrates 
the new method of employing the color code: 


The foregoing explanation of the R.M.A. color coding sys- 
tems is taken from reference data of the Radio Matériel 
School of the Naval Research Laboratory. 
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Section 5 


INSULATION AND INSULATORS 


Insulation. Any material which has a sufficiently 
high electrical resistance to permit its use for separat- 
ing one electrical circuit, part or wire from others. 
Cotton, silk, baked enamel, mica, porcelain, rubber 
and bakelite are a few of the common insulating ma- 
terials used in radio. 

Insulator. A part made of insulation in a form suit- 
able for supporting electrical conductors or for sep- 
arating them electrically from other conductors. 

Dielectric. Any insulating material, but usually one 
having such exceedingly high electrical resistance as 
to effectively prevent flow of any current through it. 
A dielectric used between conductive plates in a con- 
denser receives and retains the clectric charge of the 
condenser, Air, mica, glass and paper are common 
dielectrics. 

Leakage. Undesirable flow of current through or 
over the surface of an insulating material. This term 
is also used to describe magnetic flux which wanders 
off into space without doing useful work. 

Leakage Resistance. The resistance of a path taken 
by leakage currents. Thus, the leakage resistance of 
a condenser is the normally high resistance which it 
offers to the flow of the direct current. 

Dielectric Strength. The number of volts required 
to break down or puncture an insulating material, and 
thus to permit flow of current through the material. 

Breakdown Voltage. The voltage at which the in- 
sulation between two conductors will break down and 
become conductive. 


Insulating Materials. There is no such thing as a 
perfect insulator. The materials commonly used for 
this purpose have volume resistivities ranging from 
10,000 ohms to many billions of ohms between ор- 
posite faces of the unit cube. This means that 1 volt 
impressed across such a unit cube by means of proper 
metal terminals, would cause a current of from 
to less than one billionth of an ampere to flow. 

Most insulating substances show a decrease in vol- 
ume resistivity with increase m temperature. These 
changes are irregular and sometimes rapid. They are 
not directly proportional to the changes in tempera- 
ture. Humidity is of great influence, and tends to 
lower the volume resistivity in such materials as slate, 
marble, hard fiber, and inaterials of the phenolic type 
such as bakelite. Very frequently surface leakage is 
of greater importance than volume conduction. and 
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this surface leakage is largely dependent upon the 
conductivity of the moisture film upon the surface. 
In any event, care must be taken to ensure that the 
effects of surface leakage are either minimized or 
allowed for. 

In work involving high potential differences the 
property of dielectric strength is of greater importance 
than volume resistivity. If the potential difference 
applied between opposite sides of a sheet of dielectric 
material exceeds a certain critical value, the dielectric 
will break down, as though under a mechanical stress, 
and a spark will pass between the terminals. In case 
the insulator is a liquid or a gas, its continuity is im- 
mediately restored after the spark has passed. How- 
ever, in a solid insulator the path of the spark dis- 
charge is a permanent defect. and if enough energy 
is being supplied from the source, a continuous current 
will persist, which flows along the are or bridge of 
vapor formed by the first spark. “Dielectric strength” 
is a property of the material which resists this ten- 
dency to break down. It is measured in terms of 
volts or kilovolts required to pierce a given thickness 
of the material and is sometimes called the "puncture 
voltage." It is a quantity that can not be specified or 
measured very precisely, because the results vary with 
(a) the character of the voltage, whether direct or 
alternating, (b) the distance between the terminals, 
(c) the time for which the voltage is applied, and (d) 
the shape of the terminals. The presence of moisture 
lowers the dielectric strength. Dry air is one of the 
best of the insulating substances, but its dielectric 
strength is lower than that of many liquids and solids. 
The dielectric strength of different specimens of the 
same insulating material is not directly proportional 
to the thickness of the specimen. 

The properties of most electrical insulating mate- 
rials are very different when subjected to high-fre- 
quency voltage than when subjected to the low-fre- 
quency voltage such as is used on house-lighting, or 
when subjected to direct current. As an example, a 
piece of insulating material of the phenolic type may 
withstand 100,000 volts at a frequency of 60 cycles per 
second, but may deteriorate and become conductive 
very rapidly when subjected to a voltage of the order 
of 20.000 volts or less at radio frequencies. 


Insulator Characteristics. The principal properties 
of an msulator are, 

1. Dielectric strength. The number of volts required 
to puncture or break down a specified thickness of 
the insulator. Vales given in volts per іші, ог 
in some other unit of thickness, have little mean- 
ing unless there is mention of the actual thickuess 
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tested. Dielectric strength per unit thickness varies 
greatly with actual thickness. 

2. Volume resistivity. Usually given as the ohms of 
resistance between opposite faces of a cube which 
measured one centimeter (0.3937 inch) on each 
edge. 

3. Surface resistivity. Usually given as the ohms of 
resistance between opposite edges of a piece which 
is one centimeter square. 


DIELECTRIC STRENGTHS IN VOLTS 
































Thickness in Inches 
Material 


Fibre, hard 
Mica, Bengal 
Canada 
Mycalex 
Mineralac compound 
Oil 
mineral-sperm 
paraffin 
transformer 
mineral 
synthetic 


22,000 
15,000 


Paper 
fish 
fish, paraffined 
kraft, varnished 


Phenolic 
laminated, XX 
molded 


Porcelain 
wet process 
steatitic 












SPARKING VOLTAGES IN AIR 

Length of Gap Volts Between Balls Volts Between 

Inches 1 Inch in Diameter Needle Points 
0.1 10,000 2,700 
2 17,500 5,400 
3 25,000 8,100 
4 31,000 10,800 
D 36,500 13,500 
„6 42,000 16,200 
Л 46,000 18.900 
„8 49,500 21,600 
.9 52,600 24,300 
1.0 55.000 27,000 
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RESISTIVITIES 


Billions of ohms per centimeter cube. 


Material 


Bakelites 

Bees wax, yellow 
Fire, hard 
Glass, plate 
Rubber, hard 


— — 


Marble, Italian 
Mica, colorless 
Bengal 
molded 
Porcelain, unglazed 
Rosin 





Sealing wax 
Slate 
Sulphur 
Wood, maple 
paraffined 


40 to 20,000,000 


= 


Volume 
Resistivity 


— 


200,000 
20 
20,000 
1,000,000,000 


100 
2,000,000 
50,000 
1,000,000 
300,000 
50,000,000 


8,000,000 


% 
100,000,000 


30 


Insulation Resistance Tester. 
developed tn the Coyne shops for use by students and 
graduates who wish to have a reliable and. accurate 


means for testing insulation resistance. 


Surface 
Resistivity 


3 to 8,000,000 


60,000 
5 
50. 
3,000,000 


3 
20,000 
10 
50,000 

600 
500,000 


2,000,000 
1/100 
7,000,000 


— — — 
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This test unit was 


The unit consists of a 0 to 1 milliammeter and a 
power supply unit to furnish 500 volt pure DC, which 
is the voltage specified by the American Institute of 
Electrical Engineers for insulation resistance testing. 
The power supply unit consists of a transformer, rec- 
tier and filter unit and ballast resistor as shown in 


diagram below. 


INSULATION RESISTANCE TESTER 
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INSULATION AND INSULATORS 


The transformer is a standard radio power pack 
unit with a 110 volt primary and a 650 volt, 40 M. A. 
center-tapped secondary for supplying the plates of a 
full wave rectifier tube; and a 5 volt secondary for 
the tube filament supply. By using an 800 ohm 25 
watt adjustable resistor in the primary circuit. this 
transformer can be operated from 220 volt power cir- 
cuits if desired. This resistor is not needed for 110 
volt operation. 

The rectifier tube is a type 83 full wave vacuum 
tube rectifier. The combination of two 30 henry 
chokes with two 1 mfd. condensers and one 2 mfd. 
condenser as shown provide a filter to smooth out 
the rectified D.C. 

The !4 megohm resistor on the left provides a small 
constant drain on the tube to maintain a 500 volt pure 
D.C. output at the high voltage test terminals. The 
V, megohn resistor in series with the meter provides 
protection against short circuiting in case the test 
leads should accidentally be touched together. 

The fuse in the transformer primary circuit protects 
the unit against excessive line voltages or possible 
short circuits in the rectifier or filter condensers. The 
fuse in series with the meter protects this instrument 
in case of failure of the series or bleeder resistors, or 
accidental connection of the test leads to a live power 
line. 

This test unit has a range of zero ohms to 50 
megohms and the scale is so arranged that unusual 
accuracy is obtainable in low ranges from 5 megohms 
to zero. This permits testing of insulation resistance 
belaw one megohm, or in the danger zone for ordinary 
electric motors and machines. 

This tester has been in practical use and operation 
in our A.C. Power Machinery Department for some 
time and has proven entirely satisfactory and reliable 
for insulation resistance testing. We can highly rec- 
ommend it to electrical maintenance men. 

Insulation Resistance Test With Voltmeter. The 
following instructions are adapted from service ma- 
terial issued by the Westinghouse Electric and Mfg. 
Co. 

As shown by Fig. 5-2, a voltmeter is connected 
through a double-pole, dovwble-throw switch to a d-c 
source of 500 to 600 volts. The resistance to be meas- 
ured is connected as shown to the switch. 

If a grounded circuit is used in making this measure- 
ment, care must be taken to connect the grounded 
side of the line or power supply to the frame of the 
apparatus in which insulation resistance is to he meas- 
ured, and to connect the voltmeter between the part 
tested and the other side of the circuit. 
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INSULATION AND INSULATORS 


It is necessary to know the resistance in ohms of 
the voltmeter, this usually being marked on the meter 
or in its cover. 

A voltage reading is taken while the insulation being 
tested is in series with the voltmeter. Then the cal- 
culation is made as follows: 

From the line voltage or supply voltage subtract 
the voltage reading with the insulation in series 
with the voltmeter. 

2. Multiply this difference by the number of ohms 
resistance of the voltmeter. 

3. Multiply by 1,000,000 the voltage reading with the 
insulation in series with the meter. 

4. Divide the product found in step 2 above by the 
product found in step 3. The result of this division 
is the insulation resistance in megohms. 

For an example: assume a 500-volt d-c supply, a 
meter reading of 50 volts, and a meter resistance of 
500,000 ohms. The steps are, 

1. 500 —50 = 450 

2. 450 x 500,000 = 225,000,000 

3. 50x 1,000,000 — 50,000,000 

4. 225,000,000 — 50,000,000 — 41 megohmns. 

With the connections made as in Fig. 5-2 the switch 
would be thrown to the left to measure the supply 
voltage, then to the right to get the voltage reading 
with the insulation in series with the meter, 












VOLTMETER. 


D.C. 
SuPPLY. 


Switcn. 






To RESISTANCE 
To Be Measureo. 


Fig. 5-2 
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Section 6 


WIRING METHODS AND MATERIALS 
RACEWAYS 


Note: Following are many of the more important instruc- 
tions and recommendations of the National Electrical Code 
applying to raceway wiring. 

Raceway. Any enclosure designed for and used only 
for holding wires, cables or bus-bars; includes all 
types of conduit, whether of metal or of insulating 
material, and all similar wire channels. 

Number of Conductors in Raceway. In general the 
percentage of the total interior cross-sectional area 
of a raceway to be occupied by conductors shall not 
be more thau will permit a ready installation or with- 
drawal of the conductors and dissipation of the heat 
generated without injury to the insulation of the 
conductors. 

Inserting Conductors in Raceways. Raceways, ex- 
cept those used for exposed work and having a re- 
movable cover or capping, shall first be installed as a 
complete raceway system without the conductors. 
Conductors shall not be inserted until all mechanical 
work on the building which is liable to injure the 
conductors has been completed, as far as possible. 
Pull wires, if used, shall not be installed until the 
raceway system is in place. Graphite, talc, or an 
approved compound may be used as a lubricant in 
inserting conductors in raceways. Cleaning agents or 
lubricants having a deleterious effect on conductor 
coveriugs shall not be used. 

Splices. Conductors shall be continuous from outlet 
to outlet and, except as permitted for auxiliary gutters 
and for wireways, there shall be no splice or tap 
within the raceway itself. 

Stranded Conductors. Except when used as bus- 
bars, conductors of No. 6 and larger, installed in 
raceways, shall be stranded. 

Raceways Continuous. Raceways shall be contin- 
uous from outlet to outlet and from fitting to fitting. 

Raceways Exposed to Different Temperatures. If 
portions of an interior raceway system are exposed 
to widely different temperatures, as in refrigerating 
or cold-storage plants, provision shall be made to 
prevent circulation of air from a wariner to a colder 
section through the raceway. 

Supporting Conductors in Raceways. Conductors in 
vertical raceways shalt be supported at intervals not 


greater than those specified in the following table: 
No. 18 to No. 0.......................not greater than 100 feet 
No, 00 to No. 0000.................. not greater than 80 feet 
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WIRING METHODS AND MATERIALS 


| 250000 C. M. to 350,000 CG. M........... not greater than 60 feet 

850001 С. М. і 500,000 C. M........... not greater than 60 feet 
} 500001 C. M. to 750,000 C. M......... not greater than 40 feet 
: Above 750,000 C. M.......... not greater than 35 feet 


The following methods of supporting cables are 
recommended: 

a. By clamping devices constructed of or employ- 
ing insulating wedges inserted in the ends of the 
conduits. 

b. Dy inserting boxes at the required intervals in 
which insulating supports are installed and secured in 
a satisfactory manner to withstand the weight of the 
conductors attached thereto, the boxes being provided 
with covers. 

c. In junction boxes, by deflecting the cables not 
less than 90 degrees and carrying them horizontally 
to a distance not less than twice the diameter of the 
cable, the cables being carried on two or more insulat- 
ing supports, and additionally secured thereto by tie 
wires if desired. 


PROVISIONS APPLYING TO ALL WIRING IN 
METAL ENCLOSURES 


Alternating-Current Systems in Metal Enclosures. 
Where run in metal raceway or cable armor, or where 
entering metal enclosures, the conductors of circuits 
operating on alternating-current shall be so arranged 
as to avoid overheating of the metal by induction. 
If the capacity of a circuit is such that it is imprac- 
ticable to run all conductors in one enclosure, addi- 
tional enclosures may be used provided the conduc- 
tors in any one enclosure are balanced in size and 
include one from each phase. 


Induced currents in an enclosure can be avoided by so 
grouping the conductors in one enclosure that the current in 
one direction will be substantially equal to the current in the 
opposite direction. 

In the case of circuits supplying vacuum or gas-tube lighting 
systems or signs or X-ray apparatus, and under-plaster ex- 
tensions permitted, the currents carried by the conductors are 
so small that a single conductor may be placed in & metal 
raceway or cable armor without causing trouble from induction. 
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Electrical Continuity of Raceways. Interior metal 
raceways, cable armor, and other metal enclosures for 
conductors, shall be metallically joined together into 
a continuous electrical conductor, and shall be so con- 
nected to all boxes, fittings and cabinets as to provide 
effective electrical continuity. 

The: following list showing diameters and cross 
sectional areas of insulated conductors gives data 
which is useful when determining the size or number 
of conductors which may be placed in an enclosure, 
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WIRING METHODS AND MATERIALS 


DIMENSIONS OF RUBBER-COVERED 
CONDUCTORS 


Types R, RW, RP, and RH 


— — — 








Approx. | Approx. A X. — 
Бізе Diam Ares Біле Dian. 
AWG-CM Inches | Sa. Ins. CM Incbes sa ite: 
18 14 0154 450.000 1.08 .91 
16 15 .018 500,000 1.12 .99 
14 .20 .031 550,000 1.17 1.08 
12 .22 .038 600,000 1.22 1.16 
10 .24 .045 
8 .30 .071 650,000 1.25 1.23 
- 700,000 1.29 1.30 
6 .41 .13 750,000 1.33 1.38 
4 .45 .16 800,000 1.36 1.45 
2 .52 .21 
1 .59 .27 850.000 1.39 1.52 
edd 1.43 1.60 
0 -63 .31 950,000 1.46 1.68 
00 .67 .35 1,000,000 1.49 1.75 
0000 72 48 1.250.000 1 68 2.23 
— — — — 1,500,000 1.79 2 52 
250.000 .86 .58 1,750,000 1.90 2 85 
300.000 ‚92 .07 2,000,000 2.00 3.14 
250,000 .98 75 
400,000 1.03 83 





No. 18 to No. 8, solid conductor, No. 6 and larger, stranded. 


Small Diameter Building Wires, 
Types RHT and RPT 








Bise Approx. Approx. Bize Ap rox. | Approx. 
AWG am. Area . АУ am. Area 
Inches | Sq. Ins. Inches | Sq. Ins. 
14 .162 .0206 10 .200 .0314 
12 .179 .0252 8 .261 .0535 


Note—Bmall diameter buliding m int RPT, recognised in sixes 
Nos. 14, 12 and 10. No. 14 to No. 8 conductors. 


RIGID METAL CONDUIT. Piping or heavy 
tubing of mild steel having pipe-thread ends and used 
with similarly threaded fittings for the enclosure and 
support of insulated wires in an electrical system. 


Use. Rigid metal conduit may be used under all 
atmospheric conditions and occupancies, except that 
steel or iron conduit and fittings protected from cor- 
rosion solely by enamel may be used only indoors and 
in occupancies not subject to severe corrosive influ- 
ences. Conduits and fittings exposed to severe cor- 
rosive influences shall be of corrosion-resistant ma- 
terial suitable for the conditions. If practicable, the 
use of dissimilar metals throughout the system shall 
be avoided to eliminate the possibility of galvanic 
action. 
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WIRING METHODS AND MATERIALS 


Meat-packing plants, tanneries, hide cellars, casing rooms, 
glue houses, fertilizer rooms, salt storage, some chemical 
works, metal refineries, pulp and paper mills, sugar mills, 
round houses, some stables, and similar locations are judged 
to be occupancies where severe corrosive conditions are 
likely to be present. 

Cinder Fill Conduit, unless of corrosion-resistant 
material suitable for the purpose, shall not be used in 
or under cinder fill where subject to permanent mois- 
ture unless protected on all sides by a layer of non- 
cinder concrete at least 2 inches thick or unless the 
conduit is at least 18 inches under the fill. 

Wet Locations. In portions of dairies, laundries, 
canneries, and other wet locations, and in locations 
where walls are frequently washed, the entire conduit 
system, including all boxes and fittings used there- 
with, shall be made watertight. 

Minimum Size. No conduit smaller than % inch, 
electrical trade size, shall be used, except as provided 
for under-plaster extensions and for enclosing the 
leads of fractional-horsepower motors as permitted. 


DIMENSIONS OF CONDUIT OR TUBING 














Internal Area 
Size Diameter Square Size Diameter 
Inches Inches Inches 
М „822 .80 8 8.068 
„824 .53 814 8.548 
1 1.049 . B6 4 4.026 
1 1.380 1.50 414 4.506 
1 1.610 2.04 5 5.047 
2 2.067 3.86 6 6.065 
2% 2.469 4.79 
DIMENSIONS OF CONDUIT 
40% of 40% of 
Conduit Area Area Conduit Area Area 
$ .306 .122 3 1.84 2.93 
„516 „206 315 9.94 8.97 
1 -848 .339 4 12.7 5.08 
1% 1.49 „596 415 15.9 6.36 
1 2.08 „812 5 19.9 7.96 
2 3.82 1.328 6 28.8 11.52 
2% 4.15 1.9 





This table gives both the total area of the inside opening in 
conduit, and 40% of the area of the different sizes, which 
is the amount that can be occupied by the conductors. 


Number of Conductors in Conduit or Tubing. The 
following tables showing the number of conductors 
permitted in conduit or tubing apply only to complete 
conduit systems. They do not apply to short sections 
of conduit used for the protection of exposed wiring 
from mechanical injury. 
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WIRING METHODS AND MATERIALS 


The first table (1 to 9 conductors) applies to Type 
RHT small diameter building wire except for rewir- 
ing m existing raceways, 

Where a run of conduit or electrical metallic tubing does not 
exceed 50 feet in length and does not contain more than the 
equivalent of two quarter-bends from end to end: three No. 6 
stranded conductors may be installed in a l'-inch conduit or 
tubing. For services only, three No. 8 insulated conductors 
may be installed in a %-inch conduit or tubing; two No. 6 
insulated and one No. 6, bare conductors or two No. 4 in- 
sulated and one No. 4 bare conductors may be installed in 
l-inch conduit or tubing: and two No. 2, insulated and one 
No. 2, bare conductors іп 1%-inch conduit or tubing. 


NUMBER OF CONDUCTORS IN CONDUIT 
OR TUBING 
One to Nine Conductors Rubber-Covered— 
Types R, RW, RP, RH, and RHT—600 V. 


Number of Conductors in One Conduit or Tubing 


Size of a U U O LL L L LL 
Conductor | 112 |3|41|5]|5]|7]|8]9» 
No. 18 М 8| 5%) %| K 
"R (Л ЛАЛ 
12 | ро 
1 1 1 1 1. [1% |1“ 
р 3 10 q^ 2% 1X | 1X "xk 1X | 134 
6 Я 1 ^ {9164 1111411612 |2 12 
5 14114114 11512 2 2 2 
4 15 |і 1 2 |2 |2 |2 |2 
Нины 
r 4 |126 136 | 2 2 2м | 214 | 3 3 
1 1 2 |2 125123 |3 |3 |3 
o |} |24 | М ІР ІН 
0000 1%|9 |2 24 з 13 |3“ 34 4 
250000 1 2 2 3 3 3 4 4 144 
300000 14 22 4% 3 3% 3% 4 Н 14:4 
350000 1% | 234 | 3 34 3í4 |4 4% |14% |95 
400000 пу із |3 |36 |4 |а 4%, |45 5 
450000 1 з із ізміа4 | 4% It4% Its 
500000 1813 [3 3% 4 42 5 5 1 
550000 1413 |3414 14615 |5 té 
600000 2°13 |35 [4 14515 Ite |16 № 
650000 2 |з |3414 (Its |t ite ж ite 
700000 2 |314 | 354 | 414 |t5 15 6 |Б 
750000 2 | 315 | 31g | 4 р 16 
800000 2 |3м |4 |4 5 +6 
850000 о |3614 |4 5 
900000 2 3 4 nf р fe i 
950000 2 |4 а |5 | 1% 
1000000 2 |4 |4 5: 
1250000 2% 14 ам |6 [te 
1500000 234 |4 5 |o 
1750000 3 5 5 б 





Note change in the above table as shown by f. 
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NUMBER OF CONDUCTORS IN CONDUIT 
OR TUBING 
Lead-Covered Types RL, RPL and RHL—600 V. 


ec —————————————MÀ—À———— ННВ 


Number of Conductors in One Conduit or Tubing 




















Singie Conductor 2-Conductor 3-Conductor 
Size of Cable Cable Cabie 
Conductor 
ав [ет eds s]: 
| | 
14 / ts] «| |1 M|1 11 [11i] 84 [1418118 
12 | 2] 45 ДЕР |1 |11Ч4Ц1МІІ 114 |152 
10 | | x]! ji 4 114 |1 11061. [1512 |2 
8 | wll их к16|2 (ti |? |2 12% 
6 ! 241141155 [121124112512 |29114 |2513 |3 
4 | 34111] B| B4112 |25 | 25611513 |3 [3% 
3 | 5% 11411512 |1042 |2013 |1813 (3 |3% 
2 |1 1х [ 1412 11%Ң42 [293 |114|3 |364 
1 [t [1512 [2 [155120513 [31412 |3614 14% 
o [1 |2 l2 ]z«]2 |зміз |зм/2 |4 |4415 
0 |1 12 12 |2412 |3 |3814 2414 [4:515 
000 {154 [2 [9225122612 |3 [31214 || 246) 46] 41216 
0000 111% | 215 | 23513 121513 139141313 |5 |6 |6 
250,000 Juztawl3s |3 |. з |6 |6 
300.000 1113/3 13 |32. ‚|3%6|6 |6 
350,00 115,3 |3 {33|. 213М16 |6 
400.000 [1:513 |3 13% 34/6 [6 
450,000 |ІМІіз |3 [4 4 [e [6 
500,000 |} 14413 $334) 4 4 |6 
600.000 |2 |13514 149 
700.000 |2? |4 |4 |5 
750,00 |3 |4 |4 |5 д 
800,000 |2 14 |4%)|5 
900,000 |2%1|4, |414|5 
1,000,000 | 234 | 434| 43516 
1250000 |3 |5 {5 |6 
1,500,000 |3 |5 |6 |8 


1,750,000 |3 6 6 „|! К.Ш... xm ee аы 
2,000,000, 30616 $8 |.|... |4 |... [5@ Де = ee pb es 
Eli ee i rre 

The above sizes apply to straight runs or with nominal offsets 
equivalent to not more than two quarter-bends. 

It is recommended that-bends have a minimum radius of curv- 
ature at the inner edge of the bend of not less than 10 times the 
internal diameter of the conduit or tubing. 
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NUMBER OF CONDUCTORS IN CONDUIT 
OR TUBING 


Small Diameter Building Wire, Types RHT and RPT, 
600 Volts 


One to Nine Conductors 


For rewiring in existing raceways 


Size of Number of Conductors in One Condult or Tubing 
Conductor око — — — 
1 2 3 4 5 6 7 8 | 9 
14 м м 
И АОИ ЕЕЕ 
8 м 3$ 4 < j- 1 1 154 
Note.— RHT conductor ized in sizes No. 14 to No. 8; 
Type RPT conductor recognized in sizes No. 14 to No. 10. 


NUMBER OF CONDUCTORS IN CONDUIT 
OR TUBING 
Synthetic, Type SN and Type RU, 600 Volts 
One to Nine Conductors 
For rewiring in existing raceways + 


Bize of Number of Conductors in One Conduit or Tubing 
Сопйисбог | _ ——_ 


= 
һә 
> 
№ 
е 
e 
a] 


= X eee — — 


зы» 
XXXX 
KRKK 
KRKK 
XXXX 
ЖЖЖЖ 
— 


8 

6 M | € | * | 11] 1 li« [IX | IK | IX 
ORE E LBS Bd LB 
3 1 1 1! 1 1% 1% 

8 B8 LI E | BE | aR | 

3 |j Т T ue uer qu 

000 1% 1 2 2 2 25$ 

0000 134 2 214 2 





Note.—Type SN conductors recognized іп sizes No. 14 to No. 0000; 
Type RU conductors recognized in slzes No. 14 to No. 10. 


Туре SN conductors without an outer covering and Type RU 
conductors with an outer covering have the same overall diam- 
eter, 
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WIRING METHODS AND MATERIALS 
NUMBER OF CONDUCTORS IN CONDUIT 
OR TUBING 
More Than Nine Conductors 
Rubber-Covered Types R, RW, RP, and RH—600 V. 
*When Specifically Permitted by This Code 





Size Maximum Number of Conductors in Conduit or Tubing 





of 
Con- | 
ductor| Inch Inch Inch Inch Inch Inch Inch 
aM 1 1M | 14 2 2% 3 

18 18 22 88 53 87 194 191 

16 11 19 88 45 74 106 163 

14 11 19 26 48 61 93 

12 15 21 84 50 77 

10 12 16 27 88 60 
8 18 22 81 49 
6 14 





*More than nine conductors are permitted in a single con- 
duit for conductors between a motor and its controller; stage 
pocket and border circuits, sign flashers, elevator control 
conductors, signal and control circuits, in accordance with 
special instructions in sections of the Code applying to such 

e. installations. 


Combination of Conductors 


For groups or combinations of conductors not in- 
cluded in the preceding tables, it is recommended 
that the conduit or tubing be of such size that the sum 
of the cross-sectional areas of the individual conduc- 
tors will not be more than the percentage of the in- 
terior cross-sectional area of the conduit or tubing 
than as shown in the accompanying table: 


Per Cent Area of Conduit or Tubing 





Nuinber of Conductors 





Over 
1 2 3 4 4 
*Conductors (not — — 53 31 43 40 40 
ны — 55 30 40 38 35 
For rewiring са Е в 
with thinnerinsulat олаш 
as provided in 3005-d and e.. 60 40 50 50 &0 


ELECTRICAL METALLIC TUBING. This is 
thin-walled light-weight metallic tubing having the 
same internal diameters as rigid metal conduit but 
smaller external djameters. 

Use. Electrical metallic tubing may be used for both 
exposed and concealed work. Electrical metallic tub- 
ing shall not be used (1) where during installation or 
afterwards, it will be subject to severe mechanical in- 


90 


WIRING METHODS AND MATERIALS 


jury; (2) in cinder concrete or fill unless protected on 
all sides by a layer of non-cinder concrete at least 
2 inches thick or unless the tubing is at least 18 
inches under the fill; (3) in any hazardous locations; 
(4) where exposed to corrosive vapor except as per- 
mitted below. 

Corrosive Fumes. If tubing is exposed to corrosive 
fumes or vapors such as may exist in meat-packing 
plants, tanneries, hide cellars, casing rooms, glue 
houses, fertilizer rooms, salt storage, some chemical 
works, metal refineries, pulp mills, sugar mills, round 
houses, some stables, and similar locations, tubing and 
fittings of corrosion-resistant material suitable for the 
conditions shall be used. If practicable, the use of 
dissimilar metals throughout the system shall be 
avoided to eliminate the possibility of galvanic action. 

Wet Locations. In portions of dairies, laundries, 
canneries, and other wet locations, and in locations 
where walls are frequently washed, the entire tubing 
system, including all. boxes and fittings used there- 
with, shall be made watertight. 

Minimum and Maximum Sizes. No tubing smaller 
than 14 inch, electrical trade size, shall be used except 
as provided for underplaster extensions and for en- 
closing the leads of fractional horsepower motors as 
permitted. The maximum size of tubing shall be the 
2-inch electrical trade size. 

Threads. Tubing shall not be coupled together nor 
connected to boxes, fittings, or cabinets by means of 
threads in the wall of the tubing, except by fittings 
approved for the purpose. Threads shall not be of 
standard pipe thread dimensions. 

Couplings and Connectors. Threadless couplings 
and connectors used with tubing shall be made up 
tight, and shall be of the watertight type if buried 
in masonry, concrete or fill or if installed in wet places. 

Conductor Size. Tubing shall not be used to contain 
conductors larger than No. 0. 

Number of conductors in tubing is the same as for 
sinnlar trade sizes of rigid metal conduit. 


FLEXIBLE METAL CONDUIT. Flexible me- 
tallic tubing formed by an interlocking spiral winding 
of galvanized steel. Wires are drawn jn. 

Use. Flexible metal conduit shall not be used (1) 
in wet locations, unless conductors are of the lead- 
covered type or of other type specially approved for 
the conditions; (2) in hoistways, except as specially 
permitted; (3) in storage-battery rooms; (4) in any 
hazardous location except as permitted for flexible 
connection to motors; nor (5) where rubber-covered 
conductors are exposed to oil, gasoline, or other ma- 
terials having a deteriorating effect on rubber. 
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WIRING METHODS AND MATERIALS 


SURFACE METAL RACEWAY, Thin-walled flat 

covering and support for insulated wires. For mount- 

' ing on the exposed surfaces of building members, and 
usually having a removable cover. 

Use. Surface metal raceway may be used in dry 
locations. It shall not be used (1) where concealed, 
except that the back and sides of multi-outlet as- 
sembly may be surrounded by the building finish; and 
metal raceways approved for the purpose may be used 
for under-plaster extensions; (2) where subject to 
severe mechanical injury unless approved for the pur- 
pose: (3) where the voltage is 300 volts or more be- 
tween conductors unless the metal has a thickness of 
not less than .040 inches; (4) where subject to corro- 
sive vapors; (5) in hoistwavs; (6) in storage-battery 
rooms; nor (7) in any hazardous location. 


Size of Conductors. No conductor larger than No. 
6 shall be installed in surface metal raceway. 

Number of Conductors in Raceway. The number 
of conductors installed in any raceway shall not be 
greater than the number for which the raceway 15 
approved, and in no case shall more than 10 conduc- 
tors be installed in a single raceway compartment 
except as permitted for signal and control systems. 

Extension Through Walls and Floors. Except in 
multi-outlet assemblies, raceways may be extended 
through dry walls, dry partitions and dry floors, if in 
unbroken lengths where passing through. 


UNDERPLASTER EXTENSIONS. Flattened 
metal raceways, rigid or flexible, designed to be 
placed in a groove cut into plaster or wall finish and 
then plastered over. 

Use. Underplaster extensions may be used only for 
extensions of existing branch circuits, if laid on the 
face of masonry or other material and buried in the 
plaster finish of ceilings or walls, in buildings of fire- 
resistive construction. 

Materials. Such extensions shall be run in rigid or 
flexible conduit. armored cable, electrical metallic tub- 
ing or metal raceways approved for the purpose. 
Standard sizes of conduit, cable, tubing and raceways 
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| shall be used except that for single conductors only, 
Y conduit or tubing having not less than 5/16 inch 
| inside diameter or single-conductor armored cable 


may be used, 
| Limit of Run. No such extension shall extend be- 
yond the floor on which it originates unless standard 
) sizes of rigid conduit, electrical metallic tubing or ar- 
Ч mored cable are employed. 





UNDERFLOOR RACEWAYS. Completely 
| closed metal or fibre raceways embedded in the fill 
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or in the fill and concrete of floors, or else of open- 
bottom raceways laid on a smooth pad of concrete 
within the floor or floor fill. 

Use. Underfloor raceway may be used when installed 
bencath the surface of concrete or other flooring mia- 
terial, Open-bottom type of raceways may be used 
in concrete fill between the rough and the finished 
foor only. Raceways laid flush with concrete floors 
and covered with linoleum not less than % inch in 
thickness or equivalent floor covering, may be used 
only for signal and control systems, Underfloor race- 
ways shall not be used (1) where subject to corrosive 
vapors; (2) in any hazardous locations; (3) in com- 
mercial garages; nor (4) in storage-battery rooms. 

Covering. Raceways of half round sections or of 
flat-top section not over 4 inches in width shall have 
at least 34 inch of concrete or wood above the race- 
way, except in office occupancies metal flat-top race- 
ways not over 2 inches in width may be laid flush 
with the concrete i£ covered with substantial linoleum 
not less than Y$ inch in thickness or equivalent floor 
covering. Flat-top raceways over 4 inches in width 
and flat-top raceways placed less than V4 inch apart, 
shall be covered with concrete to a depth of at least 
1% inches. 

Size of Conductors. No conductor larger than No. 4 
shall be installed їп underfloor raceways. 

Number of Conductors in Raceway. The combined 
cross-sectional area of all conductors shall not exceed 
40 per cent of the interior area of the raceway; except 
that if the raceway contains only armored cable or 
non-metallic sheathed cable, these requirements shall 
not apply, 

Splices and Taps. Splices or taps shall be made 
only in junction boxes. 


Discontinued Outlets. Conductors supplying a dis- 
connected outlet shall be removed from the raceway. 





Open-Bottom Raceway—How Laid. Open-bottom 
raceway shall be laid on a smooth pad of concrete 
extending at least 1 inch on each side of the raceway 
and at least l inch thick, except that this thickness 
шау be reduced to 4 inch where the raceway crosses 
а тип о conduit, and except that in lieu of a concrete 
pad, fittings which will protect the conductors from 
contact with piping, structural steel and other ob- 
structions may be used, Raceways shall be mechan- 
ically secured to the concrete pad. 

Laid in Straight Lines. Underfloor raceways shall 
be laid so that a straight line from the center of one 
junction box to the center of the next junction box 
will coincide with the center line of the raceway sys- 
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WIRING METHODS AND MATERIALS 


tem. Raceways shall be made mechanically secure to 
prevent disturbing this alignment during construction. 

Markers at Ends. At every end of line of raceway, 
a fitting shall be installed extending through the floor 
to mark the line of the duct. Where a duct line is 
interrupted by another duct line, but continues in a 
straight line beyond, and has junction boxes or outlets 
on either side of the crossing line, no markers are 
necessary at the interrupting point. 

Dead Ends. Dead ends of raceways shall be closed. 

Low Points. Where practicable, raceways and their 
fittings shall be so arranged as to avoid low points 
that may form traps for water. 

Junction Boxes. Junction boxes shall be leveled to 
the floor grade and sealed against the entrance of 
water. Junction boxes used with metal raceways shail 
be metal and shall be electrically continuous with the 
raceways. 

Inserts. Inserts shall be leveled to the floor grade 
and sealed against the entrance of water. Inserts used 
with metal raceways shall be metal and shall be elec- 
trically continuous with the raceway. Inserts set in 
or on fiber raceways before the floor is laid shall be 
mechanically secured to the raceway. Inserts set in 
fiber raceways after the floor is laid shall be screwed 
into the raceway. In cutting through the raceway 
wall and setting inserts, chips and other dirt shall not 
be allowed to fall into the raceway, and tools shall be 
used which are so designed as to prevent the tool 
from entering the raceway and injuring conductors 
that may be in place, 

Connections to Cabinets and Wall Outlets. Connec- 
tions between raceways and distribution centers and 
wall outlets shall be made by means of rigid or flexible 
metal conduit or by means of fittings specially ap- 
proved for the purpose. 


CELLULAR METAL FLOOR RACEWAY. 


Hollow spaces of cellular metal floors, together with 
suitable fittings, which may be approved as enclosures 
for electrical conductors; a "cell" is a single, enclosed 
tubular space in a cellular metal floor member, the 
axis of the cell being parallel to the axis of the metal 
floor member; a "header" is a transverse raceway for 
electrical conductors, providiug access to predeter- 
mined cells of a cellular metal floor, thereby permitting 
the installation. of electrical conductors from a dis- 
tribution center to the cells. 

Use. Conductors shall not be installed in cellular 
metal floor raceways (1) where subject to corrosive 
vapor; (2) in any hazardous location; (3) in theaters; 
(4) in commercial garages, except for supplying ceil- 
ing outlets or extensions to the area below the floor 
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but not above; nor (5) in storage battery rooms. No 
electric conductors shall be installed in any cell or 
header which contains a pipe for steam, water, air, 
gas, drainage, or other service than electrical. 

Size of Conductors. No conductor larger than No. 0 
shall be installed, except by special permission. 

Splices and Taps. Splices and taps shall be made 
only in header access units or junction boxes, 

Markers. A suitable number of markers shall be 
installed extending through the floor for the future 
locating of cells and for system identification. 

Inserts. Inserts shall be levelled to the floor grade 
and sealed against the entrance of water. Inserts shall 
be of metal and shall be clectrically continuous with 
the raceway. In cutting through the cell wall and 
setting inserts, chips and other dirt shall not be al- 
lowed to fall into the raceway, and tools shall be 
used which are designed to prevent the tool from 


entering the cell and injyring the conductors. 

Recommendations are in general the same as for underfloor 
raceways with reference to number of conductors in raceway, 
discontinued outlets, junction boxes, and connection to cab- 
inets and extensions. 


WIREWAYS. Wireways consist of sheet metal 
troughs which are installed as a complete raceway 
system to receive the conductors. 


Use. Wireways may be used only for exposed work 
in dry locations in industrial occupancies and garages. 
Wireways shall not be used (1) where subject to 
severe mechanical injury or corrosive vapor; (2) in 
hoistways; (3) in any hazardous location; nor (4) in 
storage-battery rooms, 

Size of Conductors. No conductor larger than 500,- 
000 c.m. shall be installed in any wireway. 

Number of Conductors in Raceway. Wireways shall 
hot contain more than 30 conductors at any cross 
section, unless the conductors are for signaling cir- 
cuits or are control conductors between a motor and 
its starter and used only for starting duty. The sum 
of the cross-sectional areas of all contained conductors 
at any cross section. of a wireway shall not exceed 
20 per cent of the interior cross-sectional area of the 
wireway. 

Splices and Taps. Splices or taps, made and in- 
sulated by approved methods, may be located within 
the wireway if they are accessible by means of hinged 
covers, The conductors, including splices and taps, 
shall not fill the wireway to more than 75 per cent 
of its area. 

Supports. Wireways shall be securely supported at 
intervals not exceeding 5 feet, unless specially ap- 
proved for supports at greater intervals, but in no case 
shall the distance between supports exceed 10 feet. 
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WIRING METHODS AND MATERIALS 


Extension Through Walls. Wireways may extend 
transversely through dry walls if in unbroken lengths 
where passing through, 

Dead-Ends. Dead-ends of wireways shall be closed. 

Extensions From Wireways. Extensions from wire- 
ways shall be made with rigid or flexible metal con- 
duit, electrical metallic tubing, surface metal raceway 
or armored cable. 


Busways. These consist of sheet metal troughs 
within which are supported bar-shaped conductors or 
busses on insulators. 

Use. Busways may be used for exposed work in 
any dry location. Busways shall not be used (1) where 
subject to severe mechanical injury or corrosive va- 
pors; (2) in hotstways: (3) in any hazardous location; 
nor (4) in storage-battery rooms. 

Busways may be used for service-entrance conductors. 

Branches from Busways. Branches from busways 
shall be made with busways or with rigid or flexible 
metal conduit, electrical metallic tubing, surface metal 
raceway, armored cable or, for portable appliances, 
with suitable cord assemblies approved for hard usage. 

Overcurrent Devices. Plug-in apparatus has over- 
current protection in itself or the connection unless 
busway branch circuit supplies protection. Branches 
have their own overcurrent devices. Overcurrent unit 
for parts not readily accessible is guarded or enclosed 
until disconnected from supply. Busway overcurrent 
protection conforms to current capacity except, (1) if 
not standard rating. next larger device may be used 
if not over 1506 of busway capacity, (2) may omit 
protection at branch busways of reduced size if branch 
rating at least '4 that of protection next back on line, 
and busway not in contact with combustible material. 

Recommendations are in general the same as for wireways 


with reference to supports, extensions through walls, and 
dead-ends. 


CABLE ASSEMBLIES 


To Be Continuous. Ali cable assemblies used for 
interior wiring shall be continuous from outlet to 
outlet and from fitting to fitting, and shall be mechan- 
ically secured to boxes and fittings except as provided 
for non-metallic outlet boxes. 

Securely Mounted. Cable assemblies shall be se- 
curely fastened in place. 


а lc eel 

ARMORED CABLE. Contains two or more in- 
dividually insulated conductors, wrapped together with 
an insulating cover and enclosed within an interlock- 
ing spirally wound galvanized steel cover to form a 
flexible cable assembly. Type ACL lead-sheathed ar- 
mored cable has a continuous lead tubing or sheath 
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between the spiral steel outer cover and the conductors. 

Use. Armored cable (types AC and ACV) may be 
used for exposed or concealed work in dry locations; 
for underplaster extensions as provided; and em- 
bedded in plaster finish on brick or other masonrv, 
except m damp or wet locations., Armored cable shall 
contain lead-covered conductors (type ACL) if used 
where exposed to the weather or to continuous mois- 
ture, for underground runs and embedded m masonry, 
concrete or fill im buildings in course of construction, 
and where exposed to oil, gasoline or other materials 
having a deteriorating effect on rubber. Armored 
cable shall not be used (1) in theaters; (2) in motion- 
picture studios; (3) in any hazardous locations; (4) 
where exposed to corrosive fumes or vapors; (5) in 
storage-battery rooms; (6) on cranes or hoists, ex- 
cept as provided; nor (7) in hoistways or on elevators, 
except as provided. 

Supports. Armored cable shall be secured by ap- 
proved staples, straps, or similar fittings, so designed 
and installed as not to injure the cable. Cable shall 
be secured at intervals not exceeding 4% feet and 
within 12 inches from every outlet box or fitting, ex- 
cept where cable is fished and except lengths of not 
over 24 inches at terminals where flexibility is neces- 
sarv. 


Exposed Work. Exposed runs of cable shall closely 
follow the surface of the building finish or of running 
boards, except: 

a. Lengths of not more than 24 inches at terminals 
where flexibility 1s necessary. 

b. In accessible attics and roof spaces, for which 
see the following paragraph. 

c. On the underside of floor joists 11 basements 
where supported at each joist and so located as not 
to be subject to mechanical injury. 

In Accessible Attics. Cable in accessible attics or 
roof spaces shall be installed as follows: 

a. If run across the top of floor joists, or within 
7 feet of floor or floor joist across the face of rafters 
or studding, the cable shall be protected by substan- 
tial guard strips which are at least as high as the 
cable. If the attic is not accessible by permanent stairs 
or ladders, protection will only be required within 6 
feet of the nearest edge of scuttle hole or attic en- 
trance. 

b. If carried along the sides of rafters, studs or 
floor joists, neither guard strips, nor running boards 
shall be required. 

Protection at Cable Ends. At all points where the 
armor terminates, a fitting shall be provided to pro- 
tect wires from abrasion, unless the design of the 


97 


"— ———! 


- ж 


2- ABl «йын «ккал A. ee Se ae 


a mee eco —— —Üb o deo m a elie cow © & 


————— — 


WIRING METHODS AND MATERIALS 


outlet boxes or fittings is such as to afford equiv- 
alent protection, and in addition, an approved insulat- 
ing bushing or its equivalent approved protection 
shall be provided between the conductors and the 
armor. The connector or clamp by which the armored 
cable is fastened to boxes or cabinets shall be of such 
design that the insulating bushing or its equivalent 
will be visible for inspection. This bushing will not be 
required with lead-covered cables which shall be so 
installed that the lead sheath will be visible for in- 
spection. 

Bends. All bends shall be so made that the armor 
of the cable will not be injured, and the radius of the 
curve of the inner edge of any bend shall be not less 
than 5 times the diameter of the cable. 

NON-METALLIC SHEATHED CABLE. Con- 
sists of two or three individually insulated conductors, 
and sometimes of an additional uninsulated grounding 
conductor, with the assembly enclosed and protected 
by heavy cotton braid. 

Use. Non-metallic sheathed cable may be used for 
both exposed and concealed work. “Non-metallic 
sheathed cable shall not be embedded in masonry, con- 
crete, fill, or plaster. It shall not be installed (1) in 
commercial garages, (2) in theaters, (3) in motion- 
picture studios, (4) in storage-battery rooms, (5) in 
hoistways, (6) in any hazardous location; nor (7) in 
breweries, ice plants, cold storage warehouses, and 
similar wet locations where subject to mildly corro- 
sive fumes and vapors, but not including dairy barns, 
chicken housés and similar locations. 

Exposed Work—General. In exposed work, with 
some exceptions, the cable shall be installed as follows: 

a. The cable shall closely follow the surface of 
the building finish or of running boards. 

b. It shall be protected from mechanical injury 
where necessary, by conduit. pipe, guard strips or other 
means. [f passing through a floor the cable shall be 
enclosed in rigid conduit or pipe extending at least 
6 inches above the floor. 

In Unfinished Basements. If the cable is run at 
angles with joists in unfinished basements, assemblies 
not smaller than two No. 6 or three No. 8 conductors 
may be secured directly to the lower edges of the 
joists; smaller assemblies shall either be run through 
bored holes in the joists or on running boards. Where 
run parallel to joists, cable of any size shall be se- 
cured to the sides or face of the joists. 

* Devices of Insulating Material. Switch, outlet and 
tap devices of insulating material may be used without 
boxes in exposed cable wiring. Openings in such 
devices shall form a close fit around the outer covering 
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of the cable and the device shall fully enclose that 
part of the cable from which any part of the covering 
has been removed. If connections to conductors are 
by binding-screw terminals, there shall be available 
as many screws as conductors, unless cables are 
clamped within the structure, or unless terminals are 
of a type approved for the purpose. 

Boxes of Insulating Material. Non-metallic outlet 
boxes approved for the purpose may be used as 
provided by usual rules applying to such switches. 

Thermal Insulation. If thermal insulation is used 
in the hollow spaces of walls and ceilings in which 
non-metallic sheathed cable is installed, only ‘ар- 
proved non-corrosive, non-combustible, non-conduct- 
ing materials shall be used, and these shall be applied 
in a manner not liable to place a strain upon the 


cable, its supports, or terniinal connections. 

Recommendations are in general the same as for armored 
cable with reference to supports, bends, and use in accessible 
attics. 


SERVICE ENTRANCE CABLE. Two or more 
individually insulated conductors wrapped together 
with kraft paper. An uninsulated grounding conductor 
may be formed by wire strands spiralled around the 
outside of the paper. Some types have additional steel 
armor. The whole assembly is enclosed within one 
or inore layers of impregnated cotton braid. 

Use. Approved service-entrance cable (Types SE 
and ASE) may be used in interior wiring systems if 
all the conductors of the cable are of the rubber-cov- 
ered type; but if without individual insulation on the 
grounded conductor may be used only for range and 
domestic water-heater circuits, or as feeders from a 
niaster service cabinet to supply other buildings, or as 
serviee conductors for such other buildings, if the fol- 


улы осш: are met. 
he cable has a final non-metallic outer covering. 


b. The supply is alternating current not exceeding 
150 volts to ground. 

Metal-armored types of service entrance cable are 
handled in general like armored cable with reference 
to bends, exposed work, supports, and use in acces- 
sible attics. Other types of service entrance cable are 
handled in general like non-metallic sheathed cable. 


NON-METALLIC SURFACE EXTENSIONS. 
Two individually insulated conductors mounted on 
fabric or other flexible support, or of two conductors 
in a single insulating flexible support, or of some 
equivalent arrangement designed for easy attachment 
to walls or other exposed building surfaces. 

Use. Non-metallic surface extensions may be used 
only if all of the following conditions are met: 
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a. The extensions are from existing outlets on 
branch circuits. 

b. The extensions are run exposed in dry locations. 

с. The building is occupied for residential or office 
purposes. 

d. The extensions are not in unfinished basements, 
attics, or roof spaces. 

e. The voltage does not exceed 150 volts between 
conductors. 

f. The extensions are not subject to corrosive 
vapors. 

Outlets Per Circuit. The total number of outlets 
supplied by one branch circuit, including those pre- 
viously installed and those of the extension, shall be 
in conformity with the requirements for standard 
branch circuits. 

Not to Run Outside Room. An extension shall not 
be run through a floor or partition, nor outside the 
room in which it originates. 

Location in Room. One or more extensions may 
be run in any direction from an existing outlet, but 
not on the floor or within 2 inches from the floor. 
An extension shall be attached only to woodwork or 
plaster finish, and shall not be in contact with any 
metal work or other conductive material except the 
metal plates on receptacles. 

Supports. Non-metallic surface extensions shall be 
secured in place by approved means at intervals not 
exceeding 8 inches, except that where connection to 
the supplying outlet is made by means of an attach- 
ment plug the first fastening may be placed 12 inches 
or less from the plug. There shall be at least one 
fastening between each two adjacent outlets supplied. 

Splices and Taps. Extensions shall consist of a 
continuous unbroken length of the assembly, without 
splices, and without exposed conductors between fit- 
tings. Taps may һе made if fittings completely cover- 
ing the tap connections are used. 

Bends. A bend in an assembly which reduces the 
normal spacing between the conductors shall be cov- 
ered with a cap to protect the assembly from mechan- 
ical injury. 

Fittings. Each run of an assembly shall terminate 
in a fitting which covers the end of the assembly. All 
fittings and devices shall be of a type approved for 
the purpose. 

NON-METALLIC WATERPROOF WIRING. 
Consists of multiple-conductor rubber sheathed cable 
approved for the purpose. Individual conductors are 
not smaller than number 12, except that for сашр- 
ment grounding purposes only, the cable may contain 
some other approved size of conductor with or with- 
out individual insulation. 
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WIRING SYMBOLS 
ELECTRICAL EQUIPMENT OF BUILDINGS 


Ceiling Outlet © 


Сенін Fan Outlet Ce 





Automatic Door Switch S 


Key Push Button Switch 


сл 
m 


Floor Outlet Electrolier Switch 










— 
Wall Bracket OF — Eon 

Wall Fan Outlet H Mator © 

Single Convenience Outlet el Motor Cont roller ce 
Double Convenience Outlet ен Lighting Panel EEE 
dtaa bos a (ID) | Power Panel 2 
atng sd ier ao Desc Pi T (2) Heating Panel 
ene = 


m Spec ica tion 

Special Purpose Outiet-Light- 
ing, Heating and Power as 
Described in Specification 
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Cable Supporting Box 


m 


Ext tight 


| 
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Pull Switch Transformer 


Un 


Loca! Swtch- Sinqie Pole 


2 4 
Local Switch~ Double Pole S Leal Switch*4 Way S 
3 This Character Marked on lap 
Local Switch-3 Way © Circuits Indicates Z No 14 | 





Conductors in Yn. Conduit 
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WIRING SYMBOLS 
ELECTRICAL EQUIPMENT OF BUILDINGS 


Branch Creut, Run concealed —— 

under Floor Above Local Fire Alarm Gong 
Branch Circuit, Run Exposed. 777777 а 
Branch Circuit, Run concealed __ 

under Floor Fire Alarm Central Station 


Feeder, Run concealed 


ШІ 


urder Floor Above Speaking Tube 
3No 14 Conductors in ¥ in. | | 

Conduit Nurses Signal Plug 
Feeder Run Exposed ewe Mae Plug 

Feeder, Run concealed — 

ander Floor Horn Outlet 


Pole-Line oO Clock (Secondary 
Push Button le) Electr Door Opener 
L^ ч 
Annuncitor of Watch man Station (w) 
ы 
Interior Tele phone К] 4 No 14 Conductors in Ys in, || | 
Conduit Unless Marked И (n. 


Use. Subject to the approval of the authority en- 
forcing this code, non-metallic waterproof wiring may 
be used for exposed work in brewcries, ice plants, 
cold storage warehouses or similar »wet locations 
where subject to mildly corrosive fumes and vapors, 
if the voltage does not exceed 300 volts between con- 
ductors or 150 volts to ground. 

Supports. The cable shall be supported on insulators 
approved for the purpose and spaced at intervals not 
exceeding 3 feet. 

Attachment to Fittings. The cable shall be securely 
fastened to all outlet boxes, fittings and cabinets. 
moisture-proof seal shall be provided between the 
cablé and all outlet boxes, fittings and cabinets. 

Passing Through Walls. The cable shall be enclosed 
in rigid conduit, electrical metallic tubing, or ap- 
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WIRING SYMBOLS 
INDUSTRIAL TYPES 

ёлу Standard of National Machine Tool 
Builders’ Association, 


CONDUCTORS ANO TERMINALS 


RESISTORS ANO CAPACITORS 
—— — — 
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WIRING SYMBOLS 
INDUSTRIAL TYPES 


Солу гароа ССР 
(MITAMTANTOUS борау conracrs 


_Witn BiOwOUr [+ коше а 






ALTERNATING AND OIRE CT CURRENT (7070S ANO GENERATORS 
ALTERNATING | ALPÉAINATING CURRENT MOTORS | 22222 ALPÉAINATING CURRENT MOTORS | 


30м/е ба CASE |моу/чо KOFE gr-c«eowovS ағоғолт 
іМОФСТУОУ меғол | у лис РАМ OF CENE FaR 
Of 64NERAAT CH 


ОС моғож от 
GENERATOR ifa 











proved insulating tubing, where passing through walls, 
and where so enclosed, the enclosure shall be scaled 
with a suitable fitting. 

Protection, Where exposed to mechanical injury 
the cable shall be protected. 

Boxes and Fittings. Doxes and fittings shall con- 
form to the following: 

а. Outlet boxes, fittings and cabinets shall be con- 
structed of cast metal, insulating material or other 
material approved for the purpose. 

b. Switch plates, fixtures, and similar parts shall 
be of insulating material w hen mounted on boxes, fit- 
tings, and cabinets of insulating material. 

Grounding. Metal boxes, fittings, or cabinets if used 
shall be grounded in accordance with rules for 
grounding. 
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WIRE SPLICING 


The first very important step in making any splice 
is to properly strip and prepare the ends of the wire. 
Stripping means removing the insulation from the 
wire a proper distance back for the splice to be made. 
This may range from 1% inches to 3 or 4 inches for 
various splices. 

The rubber and braid should be removed with a 
knife, as shown in the upper view in Fig. 6-1. The 
knife and wire should be held in a position similar 
to that used when sharpening a pencil, and the braid 
and rubber cut through at an angle as shown. Be 
very careful uot to cut or nick the wire, as it reduces 
the conducting area, aud makes it very easy to break 
at that point. 


eee рысын» 
— — 


Fig. 6-1. This sketch shows the proper method of stripping 
the insulation from a wire in the upper view. The lower 
view shows the wrong way. 





Fig. 6-2. This diagram shows very clearly the several steps 
in making a ‘Pigtail’ splice. 
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WIRING METHODS AND MATERIALS 





Fig. 6-3. The above four sketches show the steps and pro- 
cedure in making a “Western Union” splice. 





Fig. 6-4. Simple “Tap” splice used for tapping a “branch” wire 
to “main” or “running” wires. 
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Fig. 6-5. “Knotted Tap” splice. Note carefully the manner 
in which the wire is first looped around the branch con- 
ductor to lock it securely in place. 





Fig. 6-6. The above views show the method of making a 
“Fixture” splice, which is used for connecting together two 
wires of different sizes. 


107 


/ - — T" «--———— ee Сы ic a - 
% 
b 


| WIRING METHODS AND MATERIALS 
WIRE SPLICING 


AAW 


-—— Ae X m ote 


=н эы чт == құзы» Oe eee a == 
* 


i ШЕ 5 





Fig. 6-7. A neat and efficient cable splice. 





Fig. 6-8. A very convenient splice to use on large solid con- 
ductors. By wrapping them in this manner with the smaller 
wire we don’t have to bend or twist the stiff heavy wires. 
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Fig. 6 9. Method of making a "tap" splice with stranded 
cables. Note how the wires of the "tap" cable are divided 
and each group wrapped in opposite directions around the 
“running” cable. 


SOLDERING SPLICES 


All splices made in permanent wiring should be 
carefully soldered, to preserve the quality and con- 
ductivity of the splice. 

We have already mentioned that altho soldering 
does improve the strength and conductivity of a splice 
to some extent, the main reason for soldering is to 
prevent corrosion or oxidization from spoiling the 
good contact of the wires. f 


t 


109 


аб. лр ee ee айы. дыы... ыы. ee ee ee eee eee ee ee ep mem Жазар emnes „Әх жы» ШШ ара. ЛЫ. pm aS 


Бан nini б. “іы 


WIRING METHODS AND MATERIALS 
WIRE SPLICING 





Fig. 6-10. When making splices in pairs of conductors they 
should be staggered as shown above so each splice will be 
near to good insulation on the other wire. 


WIRE CONNECTORS 
SOLDERLESS PRESSURE TYPES 


CC-B Butt type two-way cable connector. Fig. 6-11 
CC-L Elbow type two-way cable connector. Fig. 6-12 
CC-T Tee type three-way cable connector. Fig. 6-13 
CT-T Tee type cable tap. Fig. 6-14 
CT-P Parallel gutter type cable tap. Fig. 6-15. 
CL-1 One hole cable lug. Fig. 6-16 
CL-2 Two hole cable lug. Fig. 6-17 

he above types accommodate wires from number 
14 up to 2,000,000 circular mil sizes. 
WC-N Nut type wire connector. [n styles for fix- 
tures and for universal use. Wires numbers 18 to 12. 
Fig. 6-18. 





Fig. 6-11 
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Fig. 6-14 
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Fig. 6-18 
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S.P S.P 
CLOSED OPEN 
D. P О.Р 
CLOSED OPEN 
; 3 WAY 3 WAY 
ONE POSITION OTHER POSITION 
4. WAY 4. WAY 
ONE POSITION OTHER POSITION 
ELECTROLIER ELECTROLIER 


ONE CIRCUIT CLOSED Two CIRCUITS CLOSED 





Fig. 6-19. The above symbols will be used to represent var- 
ious types of switches in the following connection diagrams. 





Fig. 6-20. The top diagram shows a simple ging e;pole switch 
connected to control one light, The lower diagram shows 
a double-pole switch connected to break both sides of the 
circuit to a light. 
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Fig. 6-21. Two three-way switches used for controlling a 
light from two different places. 


Fig. 6-22. This sketch shows the Cartweis system of con- 
necting three-way switches. This method should not be 
used on 110-volt circuits in interior wiring. 





Fig. 6-23. This diagram shows two three-way and two four- 
way switches connected to control a light from four different 
places. Note carefully the connection and arrangement of 
the three-way switches at the ends, and the manner in 
л wires to one side of the four-way switches are 
crossed. 
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Fig. 6-24. The above three diagrams show methods of sub- 
stituting various switches when the proper ones are not 
available. The top and center connections show the use of 
three-way and four-way switches in place of single-pole 
switches. The lower connection shows four-way switches 
used in place of three-way switches at the ends of the 
group. 


BRANCH CIRCUITS 
Adapted from National Electrical Code 


A branch circuit includes the portion of the wiring 
systeni extending beyond the final: overcurrent device 
(fuse, cutout or circuit breaker) that protects the 
branch circuit. A thermal cutout or a motor overload 
protective device is not considered to be a circuit- 
protecting overcurrent device. 

Voltage. Branch circuits supplying lampholders, fix- 
tures or receptacles of the standard 15-ampere or less 
rating, shall not exceed 150 volts to ground, except 
as permitted for railway properties. In dwelling occu- 
pancies, the voltage between conductors supplying 
lanipholders of the screw-shell type, receptacles, or 
appliances, shall not exceed 150 volts, except that the 
voltage between conductors supplying permanently 
connected appliances or portable appliances of more 
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than 1650 watts may exceed 150 volts if connected to 
receptacles of such design that attachment plugs used 
on circuits of other voltages cannot be inserted in 
them. 


Taps. Taps.to individual lampholders or fixtures, 
and taps not over 18 inches long to individual outlets 
supplying lampholders or fixtures, may be of smaller 
size than the branch-circuit conductor, but not less 
than the size of tap specified for each type of branch 
circuit, provided the load does not exceed the carry- 
ing capacity of the conductor. 

Determination of Circuits. The minimum number 
of branch circuits shall be determined from the total 
load as computed below and the types of circuits to 
be used, but the number of branch circuits shall in 
every case be sufficient for the specific load to be 
served, The total load shall be evenly proportioned 
among the branch circuits according to the capacity 
of the circuits, insofar as practicable. If circuits sup- 


Fig. 6-25. These three diagrams show the manner in which 
an electrolier switch can be used to turn on one or more 
lights at a time. 
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STRAIGHT WARES è 
BELL 


= — 


ELECTRO -MAGNET 
CROSSED VARES 
OPEN CIRCOIT DROP RELAY 
PUSH BUTTON SWITCH 


CLOSED CIRCUIT 
PUSH BUTTON SWITH 


s BUZZER 


DOUBLE CIRCUIT 
PUSH BUTTON SWITCH 


-— JINGLE CELL 
hi 3 CELL BATTERY 


dE mm 


Fig. 6-26. These are some of the most important symbols 
used in signal diagrams and circuits. 








Fig. 6-27. Return call system. Button No. ! iu ring bell 
No. 2; button No. 2 rings bell No. 1. 
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ls and switches to secure independent operation ef each 


іе 6:28. “Group” method of connecting a large number of 
with the feast number of wires. 





Fig. 6-29. This sketch shows the proper method of connecting 
vibrating belis in series to secure best resuits. 
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Fig. 6-30. Diagram illustrating the principle of a closed cir- 
cuit stick relay. 





Fig. 6-31. Closed circuit burglar alarm system of three sec- 
tions, each using stick relays for constant ringing; and an 
annunciator to indicate point of disturbance, 
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ply continuous loads, such as store lightiug and sim- 
ilar loads, the load shall not exceed 80 per cent of 
the branch circuit rating. 


Calculation of Load. In calculating the load on the 
basis of watts per square foot, the floor area shall be 
computed from the outside dimensions of the building, 
apartment, or arca involved, aud the number of 
floors, not including open porches, garages in connec- 
tion with. dwelling occupancies, nor unfinished spaces 
in basements or attics. The total computed load shall 
be the sum of the loads computed in accordance with 
the following: 

a. General Lighting. For general illumination in 
the occupancies shown in the following table, a load 
of not less than the "watts per square foot" as speci- 
fied for each occupancy shall be included for each 
square foot of floor area: 

Occupancy Watts per 

Square Foot 

Apartments and Multi-Family Dwellings*.... 
Armories and Auditoriums ......................--.... 
Tn c——————— 
Пиете s. а — - 
| Dp d ————————— — - 
Dwellings, Single-Family*t ............................ 
В А аанай 
(Qfhce: Buildinmgis... wm. 
I&estauraits 222: . 0 0 тынан —— 
СО 58... обед —— ... 
BUTS... ascererrrsererqupscemeggetvevemue. . grew. . 30v. - -eecess «ou 

In any of the above listed occupancies, except 
single-family dwellings and individual apartments of 
multi-family dwellings: 


сз с МК А мм м b м = М 





Бї. 6-32. Double circuit stick relay used in a closed circuit 
urglar alarm system. This is a very simple and efficient 
alarm circuit. 
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Assembly Halls and Auditoriums ........... 1 | 
Hallways, Corridors апа С1овеїх ................ ГА 
олағы Эрасе -............................- ! 


^It is recommended that in occupancies used for dwelling 
purposes, in addition to any branch circuit supplying appli- 
ances, a 15-ampere branch circuit be installed for each 500 
square feet (approximately 3 watts per square foot) of 
floor area. 

tIn a single-fami'y dwelling with a floor area of 500 square 
feet or less, the lighting load may be determined as specified 
under “Other Loads” below, i 


For general illumination in occupancies not listed 
above, the load shall be computed in accordance with 
the provisions under "Other Loads" below. 

b. Show-Window Lighting. For show-window 
illumination, a load of not Jess than 200 watts shall 
be included for each linear foot of show-window, 
measured horizontally along its base. 

c. Small Appliances. For small appliances, an ad- 
ditional load of not less than 1.500 watts shall be in- 
cluded for dining room, kitchen and laundry purposes 
in single-family dwellings, for individual apartments 
of multi-family dwellings having provisions for cook- 
ing by tenants, and in each hotel suite having a serv- 
ing pantry: except that in-single-family dwellings with 
a floor area of less than 1,000 square feet, the addi- 
tional load may be 1,000 watts. For small appliances 
in other occupancies, see the following paragraph. 

d. Other Loads and Other Occupancies. For other 
occupancies and for special lighting and appliance 
loads, capacity shall be included for the specific load 
to be served, but a load not less than specified below 
shall be included for each outlet: 

Outlets supplying fixed appliances or 
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special appliances ................Amp. rating of appliance 
Outlets supplying heavy-duty lamphold- | 
a И И ШИ 5 amperes 
Other outlets зн. 114 amperes 


Receptacle Circuits in Dwellings. In dwelling oc- 
cupancies, branch circuits, which supply receptacle 
outlets in kitchen, laundry, pantry, dining room, and 
breakfast room, shall not supply other outlets, and 
such circuits shall have conductors not smaller than 
No. 12. 

Receptacle Outlets. Receptacle outlets shall be in- 
stalled in every kitchen, dining room, breakfast room, 
living room, parlor, library, den, sun room, recreation 
room and bedroom. One receptacle outlet shall be 
provided for every 20 linear feet or major fraction 
thereof of the total (gross) distance around the room 
as measured horizontally along the wall at the floor ! 
lihe. The receptacle outlets shall, insofar as prac- е 
ticable, be spaced equal distances apart. At least one 
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receptacle outlet shall be installed for the connection 
of laundry appliances. 

Receptacles. Receptacles shall conform to the fol- 
lowing: 

a. Where Required. Fixed receptacles shall be in- 
stalled where portable cords are used, except where 
the attachment of flexible cords by other means is 
specifically permitted. 

b. Rating. Receptacles shall have a rating of not 
less than the rating of the load served. 

Heavy-Duty Lampholders. Heavy-duty lamphold- 
ers include lampholders of the mogul type, a lamp- 
holder of the medium-base type which is an integral 
part of a single lighting unit having also a heavy- 
duty lampholder, and other lampholding devices re- 
quired for lamps exceeding the maximum rating of 
the medium-base lamp. 


Classification. Branch circuits recognized by this 
article shall be classified in accordance with the max- 
imum permitted rating or setting of the overcurrent 
device as provided herein. When conduetors of larger 
size than specified are used to ‘provide for voltage 
drop, the specified rating or setting of the over-current 
device shall determine the circuit classification. 

In each of the following circuits classified according 
to a number of amperes, overcurrent devices shall 
have a rating or setting not exceeding that number 
of amperes, and the maximum load shall not exceed 
that number of amperes which classifies each circuit. 


: 15-Ampere Branch Circuit 

me Conductors shall not be smaller than 

Го. 14. 

Permissible Load. A 15-ampere branch circuit may 
supply only: 

a. Lampholders. Permanently connected lamphold- 
ers of all types. 

b. Receptacles. Receptacles rated at not more than 
15 amperes supplying: 

l. Lampholders of all types. 

2. Appliances with individual rating of not more 
than 12 amperes. 

c. Fixed Appliances. Fixed appliances with @ total 
rating of not more than: 

і. Six amperes, if the circuit also supplies lamp- 
holders or portable appliances. 

2. Twelve amperes, if the circuit supplies motor- 
operated appliances. 

3. Fifteen amperes, if the circuit supplies only fixed 
appliances other than motor-operated appliances. 
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20-Ampere Branch Circuit 

Conductors. Conductors shall have a carrying-capac- 
ity of not less than 20 amperes, except that taps may 
be of No. 14. 

Permissible Load. A 20-ampere circuit may supply 
only: 

a. Lampholders. Permanently connected heavy- 
duty lampholders, or a medium-base lampholder of 
the porcelain keyless type which is part of a lighting 
unit connected directly with the permanent wiring and 
controlled by a switch. 

b. Receptacles. Receptacles rated at not less than 
15 amperes supplying: 

l. Lampholders of heavy-duty type. 

Appliances with individual rating of not more 
than 15 amperes. 

c. Fixed Appliances. Fixed appliances with a total 
rating of not more than: 

Fifteen amperes, if the circuit also supplies lamp- 
holders or portable appliances. 

2. Fifteen amperes, if the circuit supplies motor- 
operated appliances. 

Twenty amperes, if the circuit supplies only fixed 
appliances other than motor-operated appliances. 


25-Ampere Branch Circuit 
Conductors. Conductors shall have a carrying- 
capacity of not less than 25 amperes, except that taps 
may be of less capacity but not smaller than No. 14. 
Permissible Load. A*25-ampere branch circuit may 
supply only: 
a. Lampholders. Permanently connected heavy- 
duty lampholders. 
b. Receptacles. Receptacles rated at not less than 
20 amperes supplying: 
1. Lampholders of heavy-duty type. 
2. Appliances with individual rating of not more 
than 20 amperes. 
c. Fixed Appliances. Fixed appliances with a total 
rating of not more than: 
Twenty amperes, if the circuit also supplies 
lampholders or portable appliances. 
Twenty amperes, if the circuit supplies motor- 
operated appliances. 
Twenty-five amperes, if the circuit supplies only 
fixed appliances other than motor-operated appliances. 


35-Ampere Branch Circuit ‚ 
The 35-ampere branch circuit shall not be used in 
dwelling occupancies to supply lampholders, nor to 


supply portable appliances in any occupancy. 
For portable appliances rated in excess of 20 amperes see 
“Individual Branch Circuits.” 
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Conductors. Conductors shall have a carrying capac- 
ity of not less than 35 amperes, except that taps may 
ke of less capacity but not sinaller than No. 14. 

Permissible Load. A 35-ampere branch circuit may 
supply only: 

a. Lampholders. Permanently connected heavy- 
duty lampholders in other than dwelling occupancies. 

b. Receptacles. Receptacles rated at not less than 
30 amperes supplying: 

1. Lampholders of the heavy-duty type in other 
than dwelling occupancies. 

2. Appliances other than portable. 

c. Fixed Appliances. Fixed appliances with a total 
rating of not more than: 

1. Twenty-five amperes, if the circuit also supplies 
lampholders. 

2. ‘Twenty-five amperes, if the circuit also supplies 
motor-operated appliances. 

3. Thirty-five amperes, if the circuit supplies only 
fixed appliances other than motor-operated appliances. 


50-Ampere Branch Circuit 
The 50-ampere branch circuit shall not be used to 
supply lampholders in dwelling occupancies, nor to 
supply portable appliances or combination lighting 


load and appliance load in any type occupancy. 

For portable appliances rated in excess of 20 amperes see 
"Individual Branch Circuits." 

Conductors. Conductors shall have a carrying- 


capacity of not less than 50 amperes, except that taps 
may be of less capacity but not smaller than No. 12. 

Permissible Load. A 50-ampere branch circuit may 
supply only: 

a. Lampholders. Permanently connected heavy- 
duty lampholders in other than dwelling occupancies. 

b. Receptacles. Receptacles rated at not less than 
50 amperes supplying: 

l. Lampholders of the heavy-duty type in other 
than dwelling occupancies. 

2. Cooking appliances other than portable. 

c. Fixed Appliances. A group of fixed cooking 
appliances, or a fixed range and water heater, with a 
total rating of not nore than 50 amperes. 


Individual Branch Circuit 

The individual branch circuit, except branch circuits 
supplying motors and motor-operated appliances, shall 
be used to supply only a single outlet or appliance. 

Conductors. Conductors shall have a carrying- 
capacity sufficient for the load which they supply. 

Overcurrent Protection. Overcurrent devices shall 
have a rating or setting not in excess of the carrying 
capacity of the conductors of the circuit and not ex- 
ceeding 150 per cent of the rating of the appliance. 
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Maximum Load. The load shall not be limited. If 
an individual branch circuit supplies a range, hot plate, 
or similar appliance with surface heating elements, 
having a rating of more than 70 amperes, the appli- 
ance shall have sub-divided circuits each provided with 
over-current protection not exceeding 50 amperes. 

Permissible Load. An individual branch circuit may 
supply only: 


a. Lampholders. A single lampholder or lighting 
fixture. 

b. Receptacles. A receptacle supplying: 

l. A single lampholder or lighting fixture. 

2. A single appliance of any rating, except as lim- 
ited above. 

c. Fixed Appliances. A single fixed appliance of 
any rating, except as limited above. 

Receptacle. A device which holds or supports and 
at the same time makes electrical connections to a 
lampholder, lamp base, cord plug, or other attachment 
device. 

Receptacle Outlet. An outlet equipped with one or 
more receptacles intended to receive attachment plugs 
or cord plugs, not with receptacles of the screw type. 

Lighting Outlet. In a building wiring system an 
outlet intended for direct connection of a lampholder, 
a lighting fixture, or a cord that carries a lampholder. 


- 


GROUNDING 

Two-Wire Direct-Current Systems. Two-wire di- 
rect-current systems supplying interior wiring, and 
operating at nat more than 300 volts between conduc- 
tors, shall he grounded, unless such system is used 
for supplying industrial equipment in limited areas 
and the circuit is equipped with a ground detector, 

it is recommended that 2-wire direct-current systems op- 
erating at more than 300 volts between conductors be 
grounded if a neutral point can be established such that the 
maximum difference of potential between the neutral point 
and any other point on the system does not exceed 300 volts. 
It is recommended that 2-wire direct-current systems be not 
grounded if the voltage to ground of either conductor would 
exceed 300 volts after grounding, 

Three-Wire Direct-Current Systems. The neutral 
conductor of all 3-wire direct-current systems supply- 
ing interior wiring shall be grounded. 

Alternating-Current Systems. Secondary alternat- 
ing-current systems supplying mterior wiring, and in- 
terior alternating-current wiring systems, shall be 
grounded if they can be so grounded that the maxi- 


mum voltage to ground does not exceed 150 volts. 

it is recommended that such systems be grounded as pro- 
vided herein if the voltage to ground exceeds 150 volts, but 
does not exceed 300 volts. Higher voltage circuits may be 
grounded. 
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Voltage to Ground. In grounded circuits, the volt- 
age between the given conductor and that point or 
conductor of the circuit which is grounded. 

In ungrounded circuits, the greatest voltage be- 
tween the given conductor and any other conductor 
of the circuit. 


TYPES OF LOCATIONS 

Dry Location: A location not normally subject to 
dampness or wetness. A location classified as dry 
may be temporarily subject to dampness or wetness, 
as in the case of a building under construction. 

Damp Location: A location subject to a moderate 
degree of moisture, such as some basements, some 
barns, some cold storage warehouses, and the like. 

Wet Location: A location subject to saturation 
with water or other liquids, such as locations exposed 
to the weather, wash rooms in garages, and like loca- 
tions. Installations underground or in concrete slabs 
or masonry in direct contact with the earth, shall be 
considered as wet locations. 

Hazardous Location: Premises, locations, rooms or 
portions thereof in which (1) highly flammable gases, 
flammable volatile liquids, mixtures or other highly 
flammable substances are manufactured or used or are 
stored in other than original containers; or (2) where 
combustible dust or flyings are likely to be present 
in quantities sufficient to produce an explosive or 
combustible mixture; or (3) where it is impracticable 
to prevent such combustible dust from collecting in 
such quantities on or in motors, lamps or other elec- 
trical devices that they are likely to become over- 
heated because normal radiation is prevented; or (4) 
where easily ignitible fibres or materials producing 
combustible flyings are handled, manufactured, stored 
or used. 


HIGH VOLTAGE TEST FOR WIRING 
INSTALLATIONS 

The following method is recommended for installa- 
tions on R.E.A. work in testing for polárity, short 
circuits, and accidental grounds. 

As you will note in the accompanying diagram, the 
necessary equipment consists of one 220 volt Neon 
lamp, one 250 volt 25 watt incandescent lamp, a 220 
volt DC supply and leads of sufficient length to con- 
nect supply to meter socket. 

Polarity Test. When a Neon lamp is connected to 
a DC supply only one electrode will glow, the one 
connected to the negative line. To make this test 
screw the Neon lamp into the sockets to be tested. If 
the correct electrode glows the polarity is correct. 
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We suggest you test the Neon lamp on a known po- 
larity and mark the electrode which should glow. 

Short Circuit and Ground Test. In this test, remove 
all lamps and appliances, and close all switches. If 
the pilot lamp lights, it indicates a short or ground, 
To localize the offending circuit, first remove fuses 
in branch circuits, one at a time, until light is ex- 
tinguished. When the branch circuit is located then 
open switches one at a time until a switch is opened 
which causes the light to go dark. 

Supply for Testing. Possibly five 45 volt "B" bat- 
teries serve the purpose as well as anything. How- 
ever, a Mallory Vibrapack No. V. P. 552 may be used 
in conjunction with your car battery. This is a vi- 
brator power pack which connects to a six volt bat- 
tery, supplying an output of 225 volts and up, and a 
100 M.A. capacity. This Vibrapack may be purchased 
from any Radio supply house. If this unit is used, be 
sure to use a 250 volt 25 watt lamp. 
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Fig. 6-33 
Insulation Resistance Tests. The National Electrical 
Code states that all wiring shall be so installed that 
when completed the system will be free from short 
circuits and grounds. In order that a reasonable fac- 
tor of safety may be provided, the following table 
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of insulation resistances is suggested by the Code as 
a guide where the insulation is subjected to test. In- 
sulation testing methods are described in the section 
on Insulation and Insulators. 

1. For circuits of No. 14 or No. 12 wire....1,000,000 ohms 

For circuits of No. 10 or larger conductor, a resistance 
based upon the allowable current-carrying capacity of con- 
ductors as fixed in Tables 1 and 2 of Chapter 10, of this code 
as follows: 


25 to 50 amperes, inclusive......... ... 250,000 ohms 
51 to 100 amperes, inclusive.......... . 100,000 ohms 
101 to 200 amperes, inclusive............ 50,000 ohms 
201 to 400 amperes, inclusive............ 25,000 ohms 
401 to 800 amperes, incluSive............ 12,000 ohms 
Over 800 amperes ............. —— *5,000 ohms 


2. The above values shall be determined with all switch- 
boards, panelboards, fuseholders, switches and overcurrent 
devices in place. 

3. If lampholders, receptacles, fixtures, or appliances are 
also connected, the minimum resistance permitted for branch 
circuits supplying same shall! be one-half the values specified 
in paragraph 1. 

4. Where climatic conditions are such that the wiring or 
equipment is exposed to excessive humidity, it may be neces- 
sary to modify the foregoing provisions. 

TROUBLE TESTS 

When troubles such as grounds, opens or shorts 
occur in wires in conduit, the fault can be located as 
follows: 

Suppose one wire is suspected of being broken or 
“open.” Connect all the wire ends to the conduit at 
one end of the line, as in Fig. 6-34 at C. Then test 
with the bell and battery at the other end, from the 
conduit to each wire. The good wires will each cause 
the bell to ring, but No. 2, which is broken at "X" 
will not cause the bell to ring, unless its broken end 
happens to touch the conduit. 

When testitig for short-circuits between wires, dis- 
connect all wires from the devices at each end of the 
line and test as in Fig. 6-34 at D. 

When the bell is connected to wires Nos. 1 and 2 it 
will ring, as they are shorted or touching each other 
at "X", through damaged insulation. Connecting the 
bell to any other pair will not cause it to ring. 

Sometimes one wire becomes grounded to the con- 
duit because of defective insulation as in Fig. 6-34 at E. 

For this test we again disconnect the devices from 
the wires, and connect the test bell and battery as 
shown. 

With one test lead on the conduit, try the other lead 
on each wire. It will not ring on Nos. 1, 2, or 3, but 
will ring on No. 4 which is touching the pipe at "A. 
thus making a closed circuit for the test bell. 
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Section 7 


OVERCURRENT AND OVERLOAD 
PROTECTION 


DEFINITIONS 


Overcurrent Device. A protective device, such as a 
fuse or circuit breaker, which acts almost instantane- 
ously to open a circuit when current in that circuit 
exceeds a certain predetermined value. 

Fuse. A strip or wire of metal which, when it car- 
ries an electric current greater than the capacity or 
rating of the fuse, will become so heated by the 
excess of current as to melt or burn out. The fuse is 
connected in the circuit to be protected against over- 
current, and melts to open the circuit when overcur- 
rent exists in the circuit. A fuse sometimes is called 
a cutout. Other overcurrent protective devices include 
automatic relays and circuit breakers. 

Fuse. A fuse so mounted as to screw into 
its holder. 

idge Fuse. A fuse enclosed with an insulating 
and protective covering and provided with connections 
at its ends. 

Circuit Breaker. A device for automatically opening 
a circuit in case of over-current in this or another 
circuit, and sometimes for opening the circuit in case 
of under-voltage. 

Overload Device. A protective device, such as a 
thermally operated or heat-operated switch, that acts 
to open a circuit when an excessive load and excessive 
current have continued for long enough to bring tem- 
perature of the circuit wires nearly to the danger 
point. 

Time Delay Device. A device such as a relay or 
circuit breaker that operates only after a period of 
time following some change of current or voltage, or 
some other action in an electrical system. 

Devices. Devices such as relays and cut- 
outs that are operated usually by the expansion of 
parts ‘which are heated by flow through them or 
through adjacent parts of an electric current. Ex- 
cessive current causes excessive heating, and the ex- 
pansion that operates the device. In other styles the 
overheating melts a fusible metal which releases the 
operating parts. 

Setting. The current at which or in excess of which 
a circuit breaker or other adjustable protective device 
will operate to open its circuit. 
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OVERCURRENT AND OVERLOAD 


PROTECTION 
CIRCUIT BREAKERS AND FUSES 


Plug fuses are used only in conductors between 
which the potential difference is no greater than 125 
volts, except in wiring where there is a grounded neu- 
tral; but never are used where there is more than 
150 volts to ground. 

Plug fuses are used for currents not exceeding 30 
amperes. These fuses for currents of 15 amperes and 
less are identified by having a hexagonal window, a 
hexagonally shaped top, or some other prominent 
hexagonal feature. 

idge Fuses. National Electrical Code standard 
‘cartridge enclosed fuses are made in two styles; the 
ferrule contact type and the knife blade contact type. 
Both are illustrated by Fig. 7-1. 

Each type is made in various current ratings, but 
of each type there are only six sizes as classified by 
diameter and length. The current ratings in each size 
class are as follows: 


0- 30 101-200 
31- 60 201-400 
61 - 100 401-600 


The fuses and fuse holders are so designed that it 
is impossible to put a fuse of any given class into a 
fuseholder which is designed for a lower current or a 
higher voltage than the class of the fusé itself. Each 
fuse is marked with its rating in amperes and volts. 

In circuits whose currents exceed the greatest 
capacity of any standard cartridge fuse, fuses may be 
connected in multiple; using the fewest possible num- 
ber of fuses of identical types and ratings, so con- 
nected that there is no difference of potential between 
terminals. 

devices are not designed to open a circuit 
which is carrying the excessive current due to a short 
circuit or accidental ground, so must not be used for 
overcurrent protection of conductors. 

Time-delay, thermal-trip circuit breakers having 
fixed settings in amperes must not be rated at more 
than the allowable current-carrying capacity of the 
conductors in their circuit. 

Thermal devices used for the running protection of 
motors mnst be protected by fuses or circuit breakers 
which have a capacity in amperes not over four times 
the rating of the motor, except in some circuits serv- 
ing groups of motors. 

Circuit breakers are constructed so that they may 
be operated by hand as well as automatically. They 
always indicate whether their circuit is closed or open. 
Circuit breakers of the instantaneous type must be 
set to operate at a current no greater than 125 per 
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OVERCURRENT AND OVERLOAD 
PROTECTION 
cent of the current-carrying capacity of the conduc- 
tors. This rule applies also to circuit breakers of the 
time-delay, magnetic trip type. Circuit breakers are 
intentionally constructed so that it is difficult to alter 
the setting. 





Form 1. CARTRIDGE FUSE—Ferrule Contact. 





Form 2. CARTRIDGE FUSE—Knife Blade Contact. 


Fig. 7-1 
LOCATION OF OVERCURRENT DEVICES 


Overcurrent devices which protect a given conduc- 
tor ordinarily are located at the point where that 
conductor receives its current from another conductor 
or circuit. This rule does not apply where the over- 
current device protecting a larger conductor is of a 
rating which suitably protects the following smaller 
conductor. It does not apply either to service con- 
ductors, which receive their supply from an outside 
circuit, but in which the overcurrent device may be 
within the building. 

Overcurrent devices for smalt installations always 
are mounted inside of enclosed cutout boxes or cab- 
inets. 

In circuits operating at more than 150 volts to 
ground, and generally in the case of cartridge fuses 
regardless of voltage. it must be possible -to open the 
circuit containing an overcurrent device by a separate 
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switch or other means, so that the overcurrent device 
will be dead when handled. 
It is a general rule that every ungrounded conductor 
‘must run through an overcurrent device. A grounded 


SINGLE - PHASE 





Fig. 7+3 





conductor in the same circuit is assumed to be pro- 
tected by the overcurrent device which is in the un- 
grounded conductor. 


OVERCURRENT AND OVERLOAD 
PROTECTION 
In general there may be no overcurrent device in 
any permanently grounded conductor. However, there 
may be one when the same device simultaneously 
opens all grounded and ungrounded conductors of 


SINGLE AND TWO-PHASE 


Over Over 
Current Curreat 
Цен Ueit 


Fig. 7-7 Fig. 7-8 





Over 
Current 
Unit 
Note. Neutral Grounded 
w Ungrounded for 2 Phase, 5 Wire 
Fig. 7-8 System 


Fig. 7-10 
the circuit. There may be an overcurrent device in 
a grounded conductor when the circuit, of the 2-wire 
type, is of such type that it may have its connections 
reversed. Such a case is a 2-wire branch circuit in 
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which the screw shells of all lampholders may not be 
connected to an identified grounded conductor. Then 
an overcurrent device should be in both conductors 
of this circuit. 


THREE- PHASE 









Over 






Current 
Unit 
Fig. 7-13 
Over Current 
Unit 
Ovar 
Current 
Unit 
Fig. 7-12 Ее 


The following table and Figs. 7-2 to 7-15, from the 
National Electrical Code, sliows the number of over- 
current devices, such as relays or trip coils, to be used 
for various kinds of circuits. This table does not apply 
to service conductors, nor to overcurrent protection 
for motors. 
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OVERCURRENT AND OVERLOAD 


PROTECTION 


When the table calls for three or four overcurrent 
devices, and such standard units are not available, it 
may be permissible to use two regular overcurrent 
devices and one or two extra fuses to make up the 
required number. 

When a certain number of overcurrent devices is 
called for. all may be of the series type, or, instead 
of the series type, there may be the same number of 
current transformers and an equal number of second- 
ary overcurrent tripping devices used with the trans- 
formers. 


RUNNING PROTECTION OF MOTORS 


If fuses are used for the running protection of mo- 
tors, one fuse is inserted in each ungrounded con- 
ductor. If other types of devices are used, such as 
relays, thermal cutouts or trip coils, the location of 
these devices and their minimum number are shown 
by the following table and in Fig. 7-16. If suitable 
devices are available, it is advisable to open all un- 
grounded conductors. In any case it is necessary to 
simultaneously open enough ungrounded conductors 
to interrupt flow of current to the motor, As an 
example, opening onlv one conductor of a 3-phase 
supplv would allow current to continue through the 
two remaining conductors, Devices other than fuses 
must have a rating of at least 115 per cent of the full- 
load current of the motor. 


Kind of 
Motor 


1-phase A.C. or 
D.C. 

1-phase A.C. or 
D.C. 


1-рһазе А.С. ог 
D.C. 

2-phase A.C. 

2-рћаѕе A.C. 

2-рћаѕе А.С. 


2-phase A.C. 


3-phase A.C. 
3-phase A.C, 
3-phase A.C, 
3-phase A.C. 


Supply 


2-wire, 1-рһаѕе А.С. ог 
C.. ungrounded 
2-wire, 1-phase A.C. or 
C., one conductor 
grounded 
3-міге, 1-рһазе А.С. ог 
D.C., grounded-neutral 
3-wire, 2-phase A.C., 
ungrounded 
3-wire, 2-рһа<е A.C., one 
conductor grounded 
4-wire, 2-phase A.C., 
grounded or unground- 


е 

5-wire, 2-phase A.C., 
grounded neutral or 
ungrounded 

3-wire, 3-phase A.C., 
ungrounded 

3-wire, 3-phase A.C., one 
conductor grounded 

3-wire, 3-phase A.C., 
grounded-neutral 

4-wire, 3-phase A.C., 
grounded-neutral or 
ungrounded 
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Number & Location 
of Devices 


1 in either conduc- 
tor 

1 in ungrounded 
conductor 


1 in either unground- 
ed conductor 

2, one in each 
phase 

2 in ungrounded 
conductors 

2, one per phase in 
ungrounded con- 
ductors 

2, one per phase in 
any ungrounded 
hase wire 

2 in any 2 conduc- 
tors 

2 in ungrounded 
conductors 

2 іп апу 2 conduc- 
tors 

2 in any 2 conduc- 
tors, except the 
neutral 


OVERCURRENT AND OVERLOAD 
PROTECTION 


OVERCURRENT UNITS SUCH AS TRIP COILS 
OR RELAYS FOR PROTECTION 
OF CIRCUITS 


TYPE OF SYSTEM 


2-Wire, Single-phase A.C. or 
D.C. Ungrounded. 


2-Wire, Single-phase A.C. or 
D.C., One Wire Grounded. 

2-Wire, Single-phase A.C. or 
D.C., Mid-point Grounded. 

2-Wire, Single-phase A.C. De. 
riv from 3-Phase, with 
Ungrounded Neutral. 


2-Wire, Single-phase Derived 
from 3-Phase, Grounded 
Neutral System by Using 
outside Wires of 3-Phase 
ircuit. 
3-Wire, Single-phase A.C. or 
D.C., Neutral Grounded or 
Ungroun 
3-Wire, 2-Phase, А.С. Com- 
mon Wire Grounded or 
Ungrounded. 


4-Wire, ag ad Ungrounded, 


ses Separate 
4-Wire, 2-Phase, Grounded 
Neutral, or 5-Wire, 2- 


Phase, Grounded or Un- 
grounded, 
3-Wire, 3-Phase, Ungrounded. 


3-Wire, 3-Phase, 1 Wire 
Grounded. 


3-Wire, 3-Phase, Grounded 
Neutral. 


3-Wire. 3-Phase. Mid-point 
of one phase grounded 


4-Wire, 3-Phase, Neutral 
Grounded or Ungro 


NUMBER AND LOCATION 
OF DEVICES 


One (in either conductor. Place 
always in conductors con- 
nected to same side of the 
circuit. Fig. 7.2 

One (in ungrounded conductor, 
Fig. 7-3 

Two tone in each conductor. 
Fig. 7.4 

Where a group of feeders is 
fed from the three phases of 
a common three-phase bus, 
each conductor served Бу 
either of two conductors of 
the three-phase bus must be 
equipped with one over-cur- 
rent unit. This will result 
n some circuits being equip- 
ped with one unit and other 
with two units. Fig. 7-5 

Two (one in each conductor. 
Fig. 7-6 


Two (one in each conductor 


except пеш conductor. 
Fig. 7-7 

Two (one in each conductor 
except common conductor. 
Fig. 7-8 


Two (one in each phase. Place 


always in conductors con- 
nected to same side of the 
circuit in each phase. Fig. 7.9 


Four (one'in each conductor 


except neutral conductor. 


Fig. 7-10 


a. Three (one in each conduc- 


tor if the circuit is seryed 
by a Y-delta "^or delta-Y 
transformer having the 
neutral in either case un- 
grounded or not connected 
to the circuit. Fig. 7-11). 


b Two, under all other condi- 
tions, Place always in same 
phases. 


Two (one in each ungrounded 


conductor. Fig. 7-12 


Three (one in: each conductor. 


Fig. 7-13 


Three (one in each conductor. 
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Fig. 7.14 
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Fig. 7-16 


RATINGS OR SETTINGS OF MOTOR BRANCH 
CIRCUIT PROTECTIVE DEVICES 

The following table gives settings or ratings for 
motor branch circuit protective devices as recom- 
mended by the National Electrical Code. 

Where values specified do not correspond to stand- 
ard sizes or ratings of fuses, circuit breakers, thermal 
cutouts, or thermal relays, or the heating elements of 
thermal-trip motor switches, the next larger size or 
rating may be used, but not exceeding 150 per cent of 
the full-load current rating of the motor. 

Where the overcurrent protection specified in the 
table is not. sufficient for the starting current of the 
motor it may be increased, but in no case may exceed 
four times the full-load running current of the motor. 

Synchronous motors of the low-torque. low-speed 
type (usually 450 rpm or lower), such as are used to 
drive reciprocating compressors, pumps, etc.. which 
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PROTECTION 


start unloaded, do not require a fuse rating or circuit 
breaker setting in excess of 200 per cent of the motor 
full-load running current. 


MAXIMUM RATING OR SETTING OF MOTOR 
BRANCH CIRCUIT PROTECTIVE DEVICES 


For Motors Not Marked With a Code Letter 
Indicating Locked Rotor KVA. 


CIRCUIT BREAKER 
TYPE OF MOTOR FUSE INSTAN- TIME 
RATING , TANEOUS LIMIT 
TYPE TYPE 
pum a S 


Single-phase, all types... 300 бш 250 
uirrel-cage and - 

— (full-voltage, 
resistor and reactor 





starting) — — — 300 — 250 
i and  syn- 
chronous (auto - trans- 
former starting) 
Not more than 30 am. 
peres 230 — 200 
More than 30 amperes_ 200 — 200 
High-reactance squirrel-cage 
Not more than 30 am- 
peres — 250 = 250 
More than 30 amperes_ 200 =» 200 
Wound-crotor . . .J— |. 150 ашы 150 
Direct-current 
Not more than 50 Н.Р, 150 250 150 
More than 50 H.P._.. 150 175 150 





For Motors Marked With a Code Letter 


All AC. single-phase and 
polyphase squirrel cage 
and synchronous motors * Е 
a full-voltage, resis- 
or reactor starting: 
Code Letter E 


150 — 150 
Code Letter B to E. 250 = 200 . 
Code Letter F to R. 300 — 250 
All AC squirrel cage and 
syn ous motors 
with  auto-transformer 
Code Letter A 150 150 


Code Letter B to E. 200 ҹа, 200 
Code Letter F to R. 250 — 200 
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Section 8 


MAGNETS, COILS, AND INDUCTION 
DEFINITIONS 


Permanent Magnets 

Magnet. A piece of iron or steel which has the 
property of attracting other pieces of magnetic ma- 
terial such as iron, and has the property of attracting 
or repelling other magnets. 

Permanent Magnet. A piece of steel in which the 
particles are so lined up that the piece remains mag- 
netized and continues to have a magnetic field without 
help from any external magnetism, 

Pole. One end of a magnet. 

Magnetic Polarity. Identification of magnetic poles 
according to the direction of lines of force: the north 
pole being the one at which lines issue from the mag- 
net, and the south pole the one at which they re-enter 
the magnet, r 

Bipolar. Having two magnetic poles, one north and 
the other south. Two-pole. 

Multipolar. Having more than one magnetic pole. 
Usually refers to an electric machine having more 
than two poles, the two-pole types being called bipolar 
or two-pole. 

Compound Magnet. A permanent magnet consisting 
of several similarly shaped single magnets in close 
contact and with like poles together. 

Retentivity. A measure of the ability of a perma- 
nent magnet to retain its magnetic strength. 

Non-Magnetic, Materials such as glass, wood, cop- 
per, brass and paper which are not affected by mag- 
netic fields. 


COILS 


Helix. A coil formed by a single-layer spiral wind- 
ing, usually with no iron in the core-space. 

Coil. A number of turns of wire wound on an iron 
core or on a coil form made of insulating material. 
A coil offers considerable opposition to the passage 
of alternating current but very little opposition to 
direct current. 

Core. The center of a coil. 

Air Core. A terim used to describe coils or trans- 
formers which have no iron in their magnetic circuits. 
Air-core construction is used chiefly in high-frequency 
circuits. 

Electremagnet. A coil of wire, usually wound on 
an iron core, which produces a strong magnetic field 
when current is sent through the coil. 
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MAGNETS, COILS, AND INDUCTION 


Iron-Core Coil. A coil having iron inside its wind- 
ings. The iron is usually in the form of laminations, 
but it may also be pulverized iron mixed with a biud- 
ing material. 

Filter Choke. A coil used in a filter system to pass 
low frequency currents or direct current while limit- 
ing or blocking the flow of higher-frequency alter- 
nating or pulsating currents. : 

Winding. One or more turns of wire which make 
up a continuous coil Used chiefly in coils, trans- 
formers and electromagnetic devices. 


MAGNETIC CIRCUITS 


Magnetic Circuit. A complete path for magnetic 
lines of force. It always includes the permanent mag- 
net or electromagnet which is producing the magnetic 
lines of force. 

Flux. The magnetic lines of force in a magnet or 
in a magnet and its magnetic field. The flux, in mag- 
netism, is similar to the current in electric circuits, 
since both terms refer to a flow. 

Magnetic Flux. Total number of magnetic lines of 
force acting in a maguetic circuit. 

e Flux. That portion of the total magnetic 
flux which does not link all of the turns of wire in a 
coil or transformer and is consequently wasted. 
ir Gap. A path for magnetic energy through air 
betweeu two objects, such as between core sections 
of an iron-core transformer. 

Magnetic Field. A region in space surrounding a 
magnet or a conductor through which current is 
flowing. The space in which appear the maguetic 
liues of force around a magnet or an electromagnet. 

Line of Force. A path through space between mag- 
netic poles along which acts the magnetic force as 
shown by lines drawu between the poles on a sketch. 
Imaginary lines used for convenience to designate 
the directions in which magnetic forces are acting 
throughout the magnetic field associated with a per- 
manent magnet, electromagnet or current-carrying 
conductor. 

Permeability. A measure of the ease with which 
magnetic flux or magnetic lines of force may be 
established in a magnetic circuit. The ratio of the 
number of flux lines produced by an electromagnet 
coil having a core of iron or steel to the flux produced 
by the same coil with no core other than air. The 
reciprocal of reluctivity. 

e-Turn. A unit of magnetomotive force, 
equal to the number of amperes of current multiplied 
by the number of turns of a winding in which it flows. 
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MAGNETS, COILS, AND INDUCTION 


Eddy Currents. Circulating currents induced in con- 
ducting materials by varying magnetic fields. They 
are undesirable because they represent loss of energy 
and cause heating. Eddy currents are kept at-a mini- 
mum by eniploying laminated construction for the 
iron cores of transformers. 

Hysteresis. In the iron or steel of a magnetic cir- 
cuit energized by a coil winding, the lag of magnetic 
flux behind the rate at which current increases in the 
coil, and the lag in reduction of flux behind the rate 
at which coil current decreases. 


DIRECTION OF MAGNETIC FLUX 


With current flowing from left to right in the con- 
ductor of Fig. 8-1, magnetic lines of force circle the 
conductor in the direction shown; which is clockwise 
when looking at the end of the conductor through 
which current enters. When grasping a conductor 
with your right hand so that your thumb lies length- 
wise of the conductor, if your thumb points in the 
direction of current flow, the tips of your fingers point 
in the direction that lines of force circle around the 
conductor. 

When current flows as shown by Fig. 8-2 in the 
turns of a coil which is a helix or the winding of an 
electromagnet, magnetic flux through the center of the 
coil or in the magnet core is in the direction shown. 
When looking toward one end of the coil or core, if 
current flows clockwise the flux is flowing away from 
you, the south pole is toward you, and the north pole 
is away from you. The same general rule applies to 
the direction of flux in any magnetic circuit. 


Loves Or Force 
Amesne ConpecTten. 


Еее peto 


Cunmant Frew. 


Fig. 8-1 
MAGNETIC CIRCUITS 


Following are the principal properties of magnetic 
circuits, and the units which define the properties and 
describe the performance of a inagnetic circuit. 

Magnetomotive force. The force which causes mag- 
netic lines of force, or magnetic flux, to flow around 
a magnetic circuit. It is measured in uumber of am- 
pere-turns of the coil in which the force arises. Mag- 
netomotive force for a magnetic circuit is similar to 
electromotive force for an electric current. 
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ROUND MAGNET WIRE 


Approximate Diameter, 1000ths of an inch 


MAGNETS, COILS AND INDUCTION 


Enamel Enamel Enamel 
Double Single Double Single Double Single Double 
Cotton Silk Silk Cotton Cotton Silk Silk 


Enamel 
Single 
Cotton 


Enamel 
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MAGNETS, COILS, AND INDUCTION 


Magnetizing force. This is magnetomotive force per 
inch of length of the magnetic circuit; so 1s ampere- 
turns per inch, or is equal to the number of ampere- 


CURRENT. 








Fig. 8-2 


turus divided by the number of inches of length of 
circuit. We might think of magnetizing force, in am- 
pere-turns per inch, as similar to volts per inch of 
an electric circuit. 

Magnetic flux. This is the total number of magnetic 
lines of force flowing around a magnetic circuit. The 
total flux in a magnetic circuit is in some ways similar 
to total current flow in amperes in an electric circuit. 

Flux density. Dividing the total number of lines of 
force by the number of square inches of cross section 
of the magnetic circuit gives the flux density. Flux 
density is the number of magnetic lines per square 
inch of cross section of iron, air, or other material of 
the circuit at the point being considered. For the 
same total flux, the density will be greater where the 


circuit is of small cross section, and less where the . 


cross section is greater. 

Permeability. A measure of the ease with which a 
material carries magnetic flux; being similar in this 
way to the conductance of an electric circuit, 

Permeability is equal to the total flux in number of 
lines divided by the total magnetizing force in ampere- 
turns. 

When permeability is calculated by dividing the 
number of lines per square inch cross section by the 
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number of ampere-turns per inch of circuit length, the 
permeability of air is equal to 3.193. 

If permeability is calculated by dividing the number 
of lines (or the number of maxwells) by the number 
of gilberts of magnetizing force, the permeability of 
air is 1.0. 

The greater the permeability of a material, the 
greater will be the magnetic flux for a given magneto- 
motive force. i 

Reluctivity. A measure of the opposition ot a ma- 
terial to flow of magnetic flux through it. Reluctivity 
is the reciprocal of permeability, or is equal to 1.0 
divided by the permeability. 

Reluctivity is equal to the magnetizing force divided 
by the flux density; or is equal to the number of 
ampere-turns per inch of circuit length divided by the 
number of magnetic lines per square inch of cross 
section. 

Reluctance. A measure of the total opposition of a 
magnetic circuit to flow of magnetic flux through it. 
Reluctance in a magnetic circuit is similar to resist- 
ance in an electric circuit. 

Reluctance is equal to the magnetomotive force 
divided by the magnetic flux, or is equal to the total 
number of ampere-turns divided by the total number 
of magnetic lines flowing in the circuit. 

In addition to the "rational units" or practical units 
just explained, magnetic circuit calculations are car- 
ried out in C-G-S (centimeter-gram-second) units as 
follows: 

Magnetomotive force gilberts 


Magnetizing force gilberts per centimeter 
Magnetic flux maxwells 

Flux density maxwells per square centimeter 
Reluctivity oersteds per cubic centimeter 
Reluctance oersteds 


Flux density is measured also in gausses per sq. cm. 

Values in the C-G-S system are changed to equiv- 
alent values in the rational system as follows: 

gilberts x 0.7958 — ampere-turns 

maxwells x 1.0 — lines of flux 

oersteds x 0.7958 — reluctance, rational units 

gausses x6.45  — lines per square inch 


INDUCTION 
DEFINITIONS 


Induction. Electromagnetic induction is the pro- 
duction of an emf or voltage in a conductor which 
moves through a magnetic field and cuts across the 
lines of force. or when the magnetic field is moved 
across the conductor. Magnetic induction is the pro- 
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duction of magnetisin in a piece of iron or steel by 
magnetic lines of force from another magnet. 

Self-Induction. The action by which any change of 
current, either an increase or a decrease, produces in 
the same circuit an electromotive force that opposes 
the change. 

Mutua! Induction. Production of a varying or alter- 
nating emf in one circuit by movement across its 
conductors of field lines arising in another nearby 
circuit in which the current is varying. 

Induced Voltage. A voltage produced in a circuit 
by changes in the number of magnetic lines of force 
which are linking or cutting through the conductors 
of the circuit. 

Inductance. That property of a coil or of a cir- 
cuit which tends to prevent any change in current 
flow. Inductance is effective only when varying or 
alternating currents are present; it has no effect what- 
soever upon the flow of direct current. Inductance is 
measured in henrys. 

Henry. The practical unit of inductance. 

Millihenry. A unit of inductance equal to one thou- 
sandth of a henry. 

Self-Inductance. The property of a circuit whereby 
any change of current flowing in the circuit produces 
a counter emf that opposes the change that is taking 
place, an ef that tends to prevent an increasing cur- 
rent from increasing. and tends to prevent a decreas- 
ing current from decreasing. Measured їп һепгув. 
The symbol is L. 

Inductor. A coil of wire, with or without an iron 
core, which, by its property of self-inductance, op- 
poses changes of current. 

Counter Emf. In a circuit containing self-induc- 
tance, a voltage produced by changes of current and 
which at every instant opposes the change of current 
that produces the voltage. 

Mutual Inductance. The property of coupled or 
adjacent circuits by which each produces in the other 
an electromotive force when there is a change of 
current in either. 

Inductive Reactance. Reactance due to the induc- 
tance of a coil or other part in an alternating current 
circuit. Inductive reactance is measured in ohms, and 
is equal to the inductance in heurys multiplied by the 
frequency in cycles, times the number 6.28; inductive 
reactance therefore increases with frequency. 

Reactance. The opposition of a circuit or part of a 
circuit to flow of alternating current in the circuit or 
part; the opposition being due to inductance or capac- 
itance, or to both inductance and capacitance, in the 
circuit or part. Reactance is measured in ohms. The 
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combination of reactance and resistance produces im- 
pedance to flow of alternating current. 

Reactor. A coil of wire, with or without an iron 
core, used to provide inductive reactance in a circuit. 


REACTANCE AND IMPEDANCE 


Indüctive reactance in ohms is equal to any of the 
following: 

cycles x henrys x 6.2832 

cycles x millihenrys x .006283 

kilocycles x millihenrys x 6.2832 

The number of cycles is the frequency of the alter- 
nating current. The number of henrys is the self- 
inductance of the coil or circuit. The number 6.2832 
is approximately twice the ratio of the circumference 
of a circle to its diameter. 

Impedance 


When a circuit contains both inductive reactance ' 


and resistance, the opposition due to these two is the 
impedance in ohms. 

Impedance in ohms is equal to the square root of 
the sum of the squares of the reactance and resistance, 
both in ohms, or 


Impedance "с———= i 
inohms ^ (reactance)? + (resistance) 
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Fig. 8-3 The impedance triangle and how it may be used. 


It is possible to determine the approximate im- 

pedance when we know the reactance and resistance 

by using the “impedance triangle” as shown by 
Fig. 8-3, 
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Draw a right angle, or a square corner. Extend 
one side to a length proportional to the resistance in 
ohms. Extend the other side to a length proportional 
to the reactance in ohms. The distance between the 
far ends of the two extended lines is proportional to 
the impedance in ohms. This method applies when 
the resistance and reactance are in series with each 
other if the two are in separate units. 

One triangle of Fig. 8-3 is laid out for a resistance 
of 3 ohms and a reactance of 4 ohms, The lengths 
might be 3 inches and 4 inches; but might alse be 
any convenient units, such as quarters or eighths or 
hundredths of an inch. The length of the impedance 
side of the triangle, measured in the same unit, is the 
impedance in ohms. 

The same formula, and the same type of impedance 
triangle, may be used when the reactance is capacitive 
reactance due to capacitance in the circuit, rather than 
to inductive reactance. 

If the impedance is due to resistance and to both 
inductive reactance and capacitive reactance, the value 
of reactance to be used either in the formula-or in 
the triangle is the difference (in ohms) between the 
two kinds of reactance. 


SERIES AND PARALLEL INDUCTANCES 


The total self-inductance of any number of coils or 
self-inductances connected in series with one another 
is equal to the sum of their separate self-inductances. 
Adding together the numbers of henrys of the separate 
self-inductances gives the total inductance in henrys. 

The total self-inductance of any number of coils or 
self-inductances connected in parallel with one another 
is equal to the reciprocal of the sum of the reciprocals 
of the separate self-inductances. Self-inductances con- 
nected in parallel are calculated just like resistances 
in parallel. Consequently, the total henrys of in- 
ductance for units in parallel niay be calculated in 
exactly the same manner as for resistances in parallel. 
The method is described in the section on Resistors 
and Resistance. 

Ohms of inductive reactance are directly propor- 
tional to inductances in henrys. Consequently, the 
total inductive reactance of any number of inductive 
reactances in series is equal to the sum of the separate 
reactances. The total inductive reactance of inductive 
reactances in parallel is equal to the reciprocal of the 
sum of the reciprocals of the separate reactances, and 
may be calculated in the same manner as for resist- 
ances in parallel. 
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DIRECTIONS OF FLUX, MOTION, 
AND CURRENT 


When a conductor is moved through a magnetic 
field there is induced in the conductor an emf and, 
if the conductor is part of a closed circuit, a current, 
whose direction in the conductor depends on the 
relative directions of motion and field flux. The rule 
for direction of induced emf and current is as follows. 
See Fig. 8-4. 





GENERATOR - Right Hand 


Fig. 8-4 

Extend the thumb, forefinger and middle finger of 
the right hand so that they are at right angles. each 
to the other two. When the forefinger points in the 
direction of magnetic flux (north pole to south pole), 
and the thumb points in the direction of conductor 
motion, the middle finger points in the direction of in- 
duced emf and current in the conductor. This rule is 
called Fleming’s right-hand rule, or the generator rule. 


When a current-carrying conductor is in a magnetic 
field the conductor is moved through the field in a 
direction depending on the relative directions of field 
flux and of current in the conductor. The rule for 
акын of conductor motion is as follows. See Fig. 
8.5. 





MOTOR - Left Hand 
Fig. 8-5 
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Extend the thumb, forefinger and middle finger of 
| the left hand so that they are at right angles, each to 
the others. When the forefinger points in the direc- 
tion of flux (north pole to south pole), and the middle 
finger in the direction of current through the con- 
ductor, the thumb points in’ the direction that the 
conductor is moved. This rule is called Fleming’s 
left-hand rule, or the motor rule. 
Note that in both rules the thumb points in the 
direction of motion, the forefinger in the direction of 
flux, and the middle finger in the direction of current. 


* 


y 
} 
| 
| 
| 
| 
| ОНМ% LAW 
The strength of the current. in. any circuit is 
, directly proportional to the electromalite force in 
М that circuit and inversely proportional to the 
resistance of that circuit, і.е. із equal to the 
| quotient arising from dividing the electromotive 
force by the resistance. 
| t E-=electromocive force in volts 
К = гезізќапсе іп ohms 
| І strength of current in amperes 
| 
! 
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The ohm, ampere, and volt are defined in 
terms of one another as follows: Ohm, the 
resistance of a conductor through which a 
current of | ampere will pass when the electro- 
motive force is | volt. Ampere. the quantity of 
current which will flow through a resistance of 
1 ohm when the electromotive force is ! volt, 
Volt, the electromotive force required to cause 
I ampere to flow through a resistance of | ohm. E 
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Section 9 


CAPACITORS AND CAPACITANCE 
DEFINITIONS 


| 

Charge. A quantity of electricity held on an in- 
sulated object. The electrical energy stored in a con- 
denser. When an object has more electrons than nor- 
mal, it has a negative charge. When an object has 
fewer electrons than normal. it has a positive charge. 

Negative Charge. The electrical condition of a body 
on which are more than the normal quantities of 
negative electrons, so that the body has more negative 
electricity than has an uncharged or neutral body. 

Positive Charge. The electrical condition of a body 
which has less than the normal quantity of negative 
electrons, so that the body has less negative electricity 
than one which is uncharged or is neutral. 

Electric Field. A region in space surrounding a 
charged object. Lines drawn to represent the direc- 
tion in which the electric field will act on other 
charged objects are called electric lines of force. A 
moving electric field, such as that associated with 
electrons in motion or with a radio wave, is always 
accompanied by a moving magnetic field. The space 
between two opposite electric charges, in which ap- 
pear electrostatic lines of force. 

Electrostatic. Pertaining to electric charges, to 
capacitors, to electric fields and lines of electric force, 
and to anything having to do with electricity at rest. 

Capacitance. The ability to receive and retain an 
electric charge. Permittance. The symbol is C. The 
electrical size of a capacitor, determining the amount 
of electrical energy, which can be stored by a given 
voltage. Capacitance is measured in farads, micro- 
farads (infd.) and micro-microfarads (mmífd.); 1 míd. 
1$ equal to 1.000.000 mmfd. 

Capacity. A name sometimes applied to capacitance. 

Farad. The basic unit of capacitance, but too large 
for practical use. The microfarad, equal to one mil- 
lionth of a farad, is a more practical unit. An even 
smaller unit. the micro-microfarad, is equal to one 
millionth of a microfarad. 

Microfarad. A unit of capacitance equal to one mil- 
lionth of a farad. The microfarad is the capacity unit 
most commonly used. It is abbreviated as mfd. 

Micro-Microfarad. A unit of capacitance equal to 
one nullionth of a microfarad, and abbreviated as 
1nmíd. 


Distributed Capacitance. Capacitance distributed be- 
tween conducting elements such as wires, as distin- 
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guished from capacitance concentrated in a capacitor. 
Usually used to specify the small capacitance existing 
between the turns of wire in a coil, 

Capacitor. Two conducting surfaces separated from 
each other by an insulating material such as air, oil, 
paper, glass or mica. A capacitor is capable of storing 
electrical energy. Capacitors are used to block the 
flow of direct current while allowing alternating cur- 
rents to pass. The electrical size or capacitance of a 
capacitor is specified in microfarads and micro-micro- 
farads. 

Condenser. A name sometimes applied to a capac- 
itor. 

Fixed Capacitor. A capacitor having a definite 
capacitance value which cannot be adjusted. 

Paper Capacitor. A fixed capacitor employing foil 
plates separated by paraffined or oiled paper. 

Mica Capacitor. A capacitor which employs sheets 
of mica as the dielectric material which insulates ad- 
jacent plates from each other. 

Electrolytic Capacitor. A fixed capacitor in which 
the dielectric is a thin film of gas formed on the sur- 
face of one aluminum electrode by a liquid or paste 
electrolyte. 

Dry Electrolytic Capacitor. An electrolytic capacitor 
in which the electrolyte is a paste rather than a 
liquid, to permit using the condenser in any position 
without danger of the electrolyte leaking out. 


DIELECTRIC CONSTANTS 


Air 1.0 
Celluloid 7 told 
Fibre, vulcanized 5 to 8 
Glass 4 1010 
Insulation molded, phenolic base 5 to 7.5 
Insulation, molded, shellac base 4 to 7 
Marble 9 to12 
Mica 4 to 8 
Oil, castor 4.7 

Oil, cottonseed 3.1 

Oil transformer 2.5 
Paper, dry 1.5to 3 
Paper, treated, waxed 2.5to 40 
Porcelain, unglazed 5 to 7 
Rubber, hard 2 to 4 
Shellac 3 to 37 
Silk 4.6 
Sulphur 30to 42 
Water, distilled 81 

Wax, bee's 12 

Wax, paraffin 2 to 3 
Wood, dry, maple 3.0 to 4.5 
Wood, dry. oak 3 to 6 


154 


CAPACITORS AND CAPACITANCE 


Filter Capacitor. A capacitor used in a filter sys- 
tein to permit passage of higher-frequency currents 
while limiting or blocking the flow of lower-frequency 
currents and direct current. 

Voltage Rating of a Capacitor. The maximum sus- 
tained voltage which can safely be applied across the 
terminals of a capacitor without causing breakdown 
of the insulation between condenser plates. 

Dielectric Constant. The dielectric constant of a 
material is the ratio of the capacitance of a capacitor 
using that material as its dielectric to the capacitance 
of a capacitor otherwise similar but having air or a 
vacuum for the dielectric. The increase of capacitance 
caused by using the material instead of air for the 
dielectric. 

Capacitive Reactance, The effect of capacitance in 
opposing the flow of alternating or pulsating current. 
The reactance which a condenser offers to a.c. or pul- 
sating d.c. It is measured in ohms, and decreases as 
frequency and capacity are increased. 


CAPACITIVE REACTANCE 


Capacitive reactance in ohms is equal to either of 
the following: 


159155 
cycles x microfarads 


159154600 


kilocycles x micro-microfarads 
1 
6.2832 x cycles x farads 


The number of cycles is the frequency of the alter- 
nating current or voltage. Microfarads, micro-micro- 
farads, or farads are the capacitances. 

The values of impedance due to capacitive reactance 
and resistance see under "Reactance and Impedance” 
in the section on Magnets, Coils and Induction. 


SERIES AND PARALLEL CAPACITANCES 


The total capacitance of any nuniber of capacitances 
connected in series with one another is equal to the 
reciprocal of the sum of the reciprocals of the sep- 
arate capacitances. Consequently, the total micro- 
farads or other capacitance units for capacitances in 
series may be calculated in the same manner as for 
resistances in parallel, The method is described in 
the section on Resistors and Resistance. 

The combined capacitance of two capacitances ‘con- 
nected in series is equal to their product divided by 
their sum. That is, 
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CAPACITORS AND CAPACITANCE 
Combined lst capacitance x Znd capacitance 
capacitance ^ 1st capacitance + 2nd capacitance 

The total capacitance of any number of capacitances 
counected in parallel with one another is equal to 
the sum of the separate capacitances. 

When calculating. total or combined capacitances, 
all the separate capacitances must be given in the 
same unit. All must be either in farads, microfarads, 
or in micro-microfarads. 

Capacitive reactances in ohms are treated exactly 
the same as resistances in ohms. That is, the total 
capacitive reactance of any number of capacitive re- 
actances in series is equal to the sum of the separate 
reactances in ohms. Then, following the same rule 
that applies to resistances, the total capacitive re- 
actance of any number of capacitive reactances con- 
nected in parallel is equal to the reciprocal of the sum 
of the reciprocals of the separate reactances. 

Note that reactances, whether capacitive or induc- 
tive, are handled just like resistances when combined 
in series or in parallel. However, as explained above, 
paralleled capacitances (microfarads, etc.) are added 
like series resistances, while series capacitances are 
handled like parallel resistances. It makes a difference 
whether the problem involves capacitances or the 
reactances which they cause. 


CAPACITANCE OF A CAPACITOR 


The approximate capacitance of any capacitor may 
be found from this formula: 


—— x 
C= 4.444 x D 
. Area in square inches of one side of one plate, 
assuming that all plates are of same size. 
Capacitance in micro-microfarads. 
. Distance in inches between plates, or thickness 
of the dielectric. 

. Dielectric constant of material between the plates. 
. Total number of plates minus 1. In a 2-plate ca- 
pacitor N == 1, in a 7-plate capacitor N = 6, etc. 
Example: What is the capacitance of a capacitor 
having 22 plates, each 3 inches square, with dielectric 
material 0.005 inch thick whose dielectric constant 1s 

6? 

Plates 3 inches square have an area on one side of 
3 x 3, or 9 square inches, which is the value of A. 
The total number of plates minus 1 is 22 — 1, or is 
21, which is the.value of N. Placing 'the values in 
the formula gives, 
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The capacitance is about 50,000 mmfd. or is about 
0.05 mfd. 


TESTING OF CAPACITORS 


Capacitors of either the paper type or the electro- 
lytic type may be tested for open circuits, short cir- 
cuits, loss of capacitance, and excessive leakage with 
the instrument whose circuit diagram is shown by 
Fig. 9-] 
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Fig. 9-1 


The tester includes a transformer with two secon- 
dary windings, one a high-voltage winding and the 
other a low voltage winding for the heater or filament 
of a full-wave rectifier tube. To the rectifier output 
is connected a filter consisting of an 8-mfd. capacitor 
and a 30-henry filter choke such as used in radio 
power supplies. Across the filter output is a 16,000,- 
ohm voltage divider or potentiometer. In one of the 
negative leads is an 0-100 milliampere meter, and in 
the other is a small neon lamp. To use the tester 
proceed as follows: 

Connect capacitor across leads A and B; if neon 
lamp does not flash, capacitor is open; if lamp glows 
continuously, capacitor is shorted. Allow umit to re- 
main connected for a minute and watch neon lamp; 
if it flashes frequently, capacitor is leaky. This leak- 
age test applies to paper capacitor only. As electrolytic 
capacitors draw a small leakage current continuously, 
tests with a neon lamp are valueless; therefore, a 
meter is used. Connect electrolytic capacitor unit to 
leads A and C and read meter. if current exceeds 4 
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CAPACITORS AND CAPACITANCE 


milliampere per microfarad of rated capacity, the 
capacitor is leaky. If leakage current is very small, 
capacitor is probably dried out. Any capacitor giving 
abnormal readings should be replaced in order to 
secure proper starting torque of the motor, and to 
prevent damage to the motor due to failure to start 
if the capacitor is defective. 


TESTING ELECTROLYTIC CAPACITORS 


The approved procedure for testing the electrolytic 
capacitor used with capacitor type motors illustrates 
the direct and simple character of the checks em- 
ployed in the field, and shows what may be done to 
positively check an electrical device with very little 
equipment. The complete check may be divided into 
tests for capacity, shorts, opens, and grounds. 

Determination of the capacity is effected by dis- 
connecting all leads and then arranging the capacitor 
across the circuit with a. suitably fused ammeter in 
series. On a 60-cycle circuit the capacitance in micro- 
farads is obtainable from the formula. 


C — 2650 x Amperes 
Volts. 


Should the capacitance prove to be considerably 
below the rated value marked on the case, the capac- 
itar should be replaced. Capacitors may exceed rated 
value by 40% without indicating a defect. 

The same connection may be used to test for opens. 
If the ammeter does not read, the capacitor is open. 
To test for shorts, apply rated voltage and freqnency 
, to capacitor with a fuse in series; if fuse blows, the 
capacitor is shorted. A 10-ampere fuse will be suit- 
able for testing any 110-volt capacitor of 150 micro- 
farads capacitance or less. 

To test for grounds apply 110-volts between one 
capacitor terminal and the case with a fuse in series; 
if the fuse blows, capacitor is grounded. Sometimes 
small sparks may be observed between the line wire 
and the metal container when the circuit is broken. 
This action is dne to leakage current through the 
electrolyte and does not indicate a defect. If the 
capacitor is grounded, the fuse will blow. 

Thus with the aid of nothing more than a fnse, 
the electrolytic capacitor may be checked for every 
possible fault except low capacity—without removing 
it from the machine. For capacity readings, a low 
reading ammeter—about 0-1 ampere—shonld be nsed. 
With this meager equipment capacitors may be 
checked quickly. positively, and completely. 
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Section 10 
POWER 
DEFINITIONS 


Power. The rate at which electrical energy is de- 
livered and consumed. Electrical power is measured 
in watts. 

Energy The ability to do work, or to cause move- 
ment against an opposing force when utilized in suit- 
able equipment. Energy exists in bodies that are in 
motion, in bodies such as springs that are in a strained 
position, in electromotive force, in cbemicals, and in 
heat. Energy existing in one form may be changed 
to energy existing in other forms; as when chemical 
energy in a battery changes to electromotive force. 

Work. A force nmltiplied by the distance through 
which it causes a mass or weight to move. If a force 
of one pound causes a movement of one foot, the 
work done is equal to one foot-pound, this being one 
of the units in which work may be measured. Work 
is the result of a force acting against some form of 
opposition to motion. It is measured as the product of 
the force and the distance through which it acts. 

Watt. The practical unit of electric power. In a 
direct-current circuit the expended power in watts is 
egual to the number of volts applied to the circuit 
multiplied by the number of amperes flowing in the 
circuit due to the applied voltage. In an alternating- 
current circuit the watts of power consumed are 
equal to the number of applied volts multiplied by 
the number of amperes of current, and multiplied by 
the power factor. Except in an alternating-current 
circuit containing no appreciable inductance or capac- 
itance, or containing only resistance, the watts of 
power will be less than the volt-amperes. 

Kilowatt. One thousand watts. 

Joule. A unit of electrical energy or of work, equal 
to the energy transferred by a power rate of one 
watt continuing for one second. The work done by 
sending one ampere of electricity through a resist- 
ance of one ohm for one second. 

Efficiency. The ratio of energy output to energy 
input. usually expressed as a percentage. A perfect 
electrical device would have an efficiency of 100%. 


POWER FORMULAS 


Letters and abbreviations used in the following 
formulas have these meanings: 
I Current, in amperes. 
E Potential difference, in volts. 
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Resistance, in ohnis. 

Power, in watts. 

Power, in kilowatts. 

Apparent power, in volt-amperes, Volt-amperes 
are equal to the number of volts multiplied by 
the number of amperes. In circuits containing 
inductance or capacitance the power in volt-am- 
peres usually is less than the power in watts. 
Volt-amperes of power multiplied by the power 
factor equal watts of power. 


kva Apparent power, in kilovolt-amperes. 


hp Output power, in number of horsepower. 

eff Efficiency, as a decimal fraction, not as a per- 
centage. For example, efficiency of 85% is ef- 
ficiency of 0.85. 

PF Power factor, as a decimal fraction, not as a 
percentage. Power factor is the fraction of the 
apparent power, in volt-amperes, that becomes 
useful power, measured in watts. 

Direct-current Circuits 

_ № -$ -- 1000x kw 
I R I- T b= E 
T / P = 746 x hp 

R E x eff 

E=IxR E =} E=VRxP 

_ Ё. E. _ Е* 
R=] Ræ rep 
P=ExI P-E р = ГхВ 

Es Ex : DxR 
kw = 1000 к = кк (“= 1000 
hp = I x E x eff 
746 
Single-phase A-c Circuits 
-— X І -- 1000 х куа 
— 

lig LA І = 1000 x kw 

Ex PF Ex PF 
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22 746хҺ 
Кезі, Prox af 
P e 
E= 
Їх РЕ 
P = ExIx PF kw — ExIxPF. 
уа = Іх Е kva = IxE_ 
1000 
= ARE x PF xo 
hp 746 
РЕ = рт 
Three-phase A-c Circuits 
— L^ 
[eg ias feet 
P 
I= T73xExPF I= рр 
_ . 432 xh 
Pa PF x сй 
> va -i P 
E =173xT Е = тутр 


z173x Ex Ix P — 73x Ex Ix PF 
x ExIx PF kw TY 


4 


уа = 1. 22x ExI kva — Lise xt 
_ ExIx PF xeff 

hp 431 
Ps pp = S77xkw 

ЕУ 173x ExI PF ExI 


Two-phase AÀ-c Circuits 


= P _ 500xk 
I 2x Ex PF D Ux 
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_ _Va _ 200 x kw 

I= 2хЕ ЕР 
373 x hp 

= прера 


In the common conductor of a 3-wire 2-phase cir- 
cuit the current in amperes is equal to 1.41 times 
that calculated from any of the above formulas. 


= Р 500 x kw 
Е = 2xIxPF Е = Ix PF 
Е = 74) pns 500 x куа 


In a 3-wire 2-phase circuit the voltage between cither 
of the outer conductors and the common conductor 
is equal to 0.707 times the voltage between the two 
outers. 

The voltage between the two outers is equal to 1.41 
times that between either outer and the common. 


P=2xExIxPF [у EX BE 


500 
vac 2x ExI kva = ҖАЙ 
hp = Ех1х РЕ хей 
PF = z- pF —300xkw 


Power transmitted by shafting. 


hp — torque, foot-lbs. x speed, rpm. 
torque, ft.-Ibs. — _5250 xh 
speed. rpm 


Power measured by prony brake. 


hp = 2 x 3.1416 x rpm x force. lbs. x lever length, ft. 


hp = rpm x force, lbs. x lever length, ft. 
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rpm, speed of pulley or shaft, revs. per minute. 

force, lbs., exerted on scale. 

lever length, ft., from pulley or shaft center to point 
of contact on scale. 


Power to drive a pump. 


Вр = gals. per min. x total head, in feet 
960 x efficiency of pump 
efficiency usually is 0.50 to 0.85. 


Power to drive a fan. 


hp = Q ft. air per min. x pressure, in of water 
6350 x efficiency of fan 
centrifugal fan efficiency usually 0.50 to 0.70. 


propellor fan efficiency as low as 0.35. 
horsepower varies as the cube of the fan speed. 


Power to operate an elevator. 

hp — lbs. of unbalanced load x speed, ft. per min. 
.000 x ethciency 

efficiency usually about 0.50. 


Power to hoist any load, 
hp = Weight, lbs. x ft. per min. x sine of angle 


HoisTiNG. ОР 
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Fig. 10-1 
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The angle is that between the line of hoisting and a 
horizontal line, as in Fig. 10-1. The sine of any angle 
may be found by laying out the angle to any con- 
venient scale, measuring the distances O-P and P-M, 
then dividing P-M by O-P. For example, if. O-P 
measures 8 inches and P-M mieasures 7 inches, the 
sine of the angle is equal to 7 divided by 8, or to 0.875. 
If the angle is known in degrees, the sine may be 
found from a table of natural sines. For vertical hoist- 
ing the angle with the horizontal is 90° and its sine is 
1.0, and the formula becomes weight times feet per 
minute divided by 33,000, 


Power ot a waterfall. 


hp — 62 x section x velocity x head 
hp — section x velocity x head 


Section is cross section in square feet of the stream of 
water flowing. 

Velocity is the speed of flow in feet per minute. 

Head is the height of the fall in feet. 


POWER AND ENERGY CONVERSION UNITS 


Equivalent values of kilowatts, kilowatt-hours, horse 
power, and horsepower-hours in other units, 


Kilowatts Horsepower 
Kilowatt- Horsepower 
Hours —Hovrs 
Watts 1000 745.7 
Watt-hours 1000 
Kilowatt-Hours i 0.7457 
Horsepower 1.341 
Horsepower-hours 1.341 
Foot-pounds 2655200 1980000 
Ft.-lbs. per minute 44,254 33000 
Ft.-lbs. per second 737.56 550 
Btu's 3415 2546.5 
Btu's per hour 3415 2546.5 
Btu's per minute 56.92 42.44 
Lbs. water evaporated 
at 212° 3.52 2.62 
Lbs. per hour 3.52 2.62 
Kilogram-meters 367100 
Joules 3600000 273740 
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DEFINITIONS 


Ammeter. An instrument used for measuring the 
current flow in aniperes in a circuit. 

Shunt. A resistor placed across the terminals of an 
ammeter to allow a definite part of the circuit current 
to go around the meter, 

Milliammeter. À measuring instrument which meas- 
ures current flow in milliamperes. 

Voltmeter. An instrument for measuring differences 
of potential or voltage and indicating the differences 
directly in a number of volts on its scale. 

Multiplier. A resistor used in series with a volt- 
meter to increase the range of the meter. 

Voltammeter. A voltmeter and an ammeter in a 
single case, or sometimes an instrument for measur- 
ing watts (volts x amperes) in a direct-current circuit. 

Ohmmeter. A test instrument which measures and 
indicates directly the resistance of a part or the re- 
sistance of a part or the resistance between any two 
points in a circuit. It consists essentially of a milliam- 
meter in series with a suitable d.c. voltage and suit- 
able series or shunt resistors. 

Wattmeter. A meter for measuring and indicating 
directly in watts on its scale the power being con- 
sumed in a circuit or in equipment to which the watt- 
meter is connected, 

Moving Coil Meter. AÀ current-actuated electric 
meter consisting of a permanent magnet between the 
poles of which is suspended a wire coil through which 
flows all or part of the current to be measured. The 
coil is mounted between end bearings and to it is at- 
tached the indicating pointer. The coil and pointer 
are moved by reaction between the magnetic fields 
of the permanent magnet and of the current-carrying 
coil. 

Rectifier Meter. A moving coil direct-current meter 
equipped with a rectifier which changes alternating 
current or voltage to be measured into direct current 
or voltage which will operate the meter and cause it 
to indicate. 

Thermocouple Meter. A moving coil meter equip- 
ped with a thermocouple heated by alternating current 
to be measured and producing a direct current that 
actuates the meter. 

Hot Wire Meter. A current-indicating meter whose 
pointer is allowed to move across the dial when a wire 
inside the meter is heated and expanded by the meas- 
ured current flowing through this wire. 
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Sensitivity. In electrical measuring instruments, a 
measure of the current, voltage or power required to 
operate the meter itself and to cause its indicator to 
move. The less the required power the higher is the 
sensitivity. 

Ohms-Per-Volt. A sensitivity rating for meters. It 
is Obtained by dividing the resistance in ohms of any 
meter range by the full scale voltage reading of the 
meter at that range. The higher the ohms-per-volt 
rating, the more sensitive is the meter. 

Wheatstone Bridge. An instrument that allows cal- 
culation of values of resistance, inductance or capaci- 
tance in parts of circuits connected into the bridge cir- 
cuit; the calculation involving one ratio of resistances 
which are adjustable in the bridge circuit, and another 
ratio in which one value is known and the other is the 
value of the unknown resistance, inductance or capaç- 
itance. When adjustments make the two ratios equal 
the bridge is said to be balanced, and the condition of 
balance may be indicated by a galvanometer or other 
current-sensitive device. 

Oscillograph. A test instrument which records 
photographically the wave form of a varying current 
or voltage. 

Oscilloscope. A test instrument which shows visu- 
ally on a screen the wave form of a varying current or 
voltage. 


METER CONSTRUCTION AND 
CONNECTIONS 


The construction of a moving coil meter is shown 
by Fig. 11-1. For use as a voltmeter there is connected 
im. series with the moving coil winding a resistor in- 
dicated by the broken-line coil. An additional multi- 
plier resistor may be connected in series with the me- 
ter, external to the housing. 

For use as a current-measuring instrument, am- 
meter or millianimeter, the moving coil terminals are 
connected to the ends of a shunt resistor which may be 

æ inside the meter case or mounted externally, or there 
may be an external shunt in addition to an internal 
one. 

Voltmeters always are connected to the two points 
between which a potential difference is to be meas- 
ured. This connection would be across the terminals 
of a source or a load, or across a line, as indicated at 
А in Fig. 11-2. 

An ammeter or its shunt, or any other current- 
measuring instrument, is connected in series with the 
path in which current flow is to be measured, as in- 
dicated at B in Fig. 11-2. For connection of a current- 
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measuring instrument it is necessary to open the cir- 
cuit whose current is to be measured, then to com- 
plete the circuit through the meter or the shunt. 


MULTIPLIERS FOR VOLTMETERS 


Many voltmeters and ammeters are made with a 
standard moving coil having a resistance of 2 ohms 
and designed to give full scale deflection of the pointer 
with a current of 20 milliamperes, or .020 amperes. 


TO LOWER SPRING TO UPPER SPRING 





Fig. 11-1 





Fig. 1 1-2 


167 


-—— —— P === ur cu — qug eren ee Eee see > 


ES ranae oe 


ir qr ЧИР — r 


METERS AND MEASUREMENTS 


According to Ohm's Law, Ix R = Е, ог .020 1х 2.5 
R = .050Е, ог 50 imnilivolts drop, or pressure applied 
to force full scale current through this coil. A coil 
having 2% ohms for a 50 millivolt reading would be 
on a basis of 50 ohms per volt, as one volt or 1,000 
m.v. —- 50 m.v. = 20, and 20x 2.5 = 50. 


E 
y y 
k | à 


Fig. 11-3 


Now if we wish to use this 50 m.v. meter to measure 
100 m.v., or double the present voltage rating, we 
should simply double the resistance of the meter cir- 
cuit or add 2% ohms more resistance in series with 
the 2%. ohm moving coil. Then 24% + 24% = 5 ohms 
total resistance, which when connected across a 100 
m.v. circuit would draw .100-: 5 or .020 amperes and 
agam give full scale deflection. If we now remark or 
recalibrate the scale for 100 m.v., we have doubled 
the range of the meter. 

You can readily все that if the 217 ohm coil were 
connected on a circuit of double its rated voltage 
without increasing the resistance, the coil would re- 
ceive double current and be burned out. Therefore, 
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in changing voltmeter resistances to adapt the meter 
for correct readings of higher voltage values, we 
simply use the following formula to determine the cor- 
rect resistors to use in series with the meter coil: 


Desired voltage range .. Total resistance 
ull scale meter coil current ~ for meter circuit 


Then by subtracting the résistance of the moving 
coil from this total resistance we can determine the 
amount of extra resistance to use in series for the 
higher readings. For example, suppose we wish to 
adapt this same meter element for a full scale read- 
ing of 150 volts, and for safe use on a 150 volt circuit. 


Then Ac — 7500 R. for total resistance 


Then 7500 — 2.5 — 7497.5 ohms of additional re. 
sistance to be used, 


талу 





Fig. 11-4 
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If we wish to use the same meter for dual service 
or 150 and 300 volt circuits, we can arrange another 
resistor of 14997.5 ohms as shown in Fig. 11-3. Then 
by connecting the wires of the circuits to be tested 
to the proper terminals or resistors we can measure 
either voltage. Some multiple range meters have these 
extra resistors located inside the case and connected 
to proper terminals. These meters may also have the 
scale marked for 3 or more voltage ranges. 


SHUNTS FOR AMMETERS 


Ammeters may be adapted to measure various 
ranges of current by changing the resistance of the 
shunts which are used with this same standard meter 
element and 2% ohm moving coil. Using only the 
meter coil without anv shunt the instrument's capacity 
and full scale reading would be only 20 milliamperes. 
If we wish to change it to measure current up to 100 
МА. ог 5 times its former rating, we would place in: 
parallel with the moving coil a shunt having a resist- 
ance one-fourth that of the coil or, 2.5.4 — .625 
ohnis resistance for the shunt. 

With this shunt connected in parallel with the me- 
ter as shown in Fig. 11-4, the current will divide in 
inverse proportion to the resistance of the two paral- 
lel paths, and 4/5 of the current, or 80 M.A. will pass 
through the shunt, while 1/5 of the current, or 20 
M.A. will pass through the meter coil. 

When making such changes for scale readings of 
2 amperes or less, we should determine the shunt 
resistance according to the desired division of cur- 
rent between the meter coil and the shunt, as we 
have just done in the foregoing problem. This is due 
to the fact that in order to obtain readings which are 
accurate at least within one per cent on such small 
current loads, we must consider the amount of cur- 
rent which flows through the meter element. How- 
ever, for changes over 2 amperes the following simple 
formula can be used to determine the shunt resis- 
tance: 


Voltave rating of meter coil 


= Resistance of shunt. 
esired current capacity . Resistance t 





Then if we want to change this same type of meter 
with the 50 millivolt coil to measure currents up to 
10 amperes at full scale reading, 


s — (05 ohm shunt 


to be used in parallel with the meter element. Note 


that the shunt reststanee is 1/500 of the «meter coil 
resistance, and the meter coil current of .020 is 1/500 
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of the new full scale current of 10 amperes. If we de- 
sire to change this type of meter to read 200 amperes, 
then, 


E == ,00025 ohm shunt. 


POWER MEASUREMENTS FOR 
ALTERNATING-CURRENT CIRCUITS 


Voltmeters and the potential elements of wattmeters 
always must be connected across the line, as at A in 
Fig. 11-2, while ammeters and the current elements of 
wattmeters always must be connected in series with 
the line, as at B. Otherwise the results will be failure 
to obtain measurements, destruction of the measuring 
instruments, or damage to other equipment. 

The internal connections of one type of wattmeter 
are shown by Fig. 11-5, and those for a dynamometer 
type adapted to alternating-current measurements are 
shown by Fig. 11-6. 

Single-phase Circuits 

Fig. 11-6 shows the proper connections for a volt- 
meter, an ammeter, and a wattmeter in a single-phase 
circuit. Note that the voltmeter and potential coil 
of the wattmeter are both connected across the line; 
and that the ammeter and the current coil of the watt- 
meter are both connected in series with the line. 

It does not matter in which side of the line the am- 
meter and wattmeter are connected, as all the cur- 
rent to the motor must flow through each line wire, 
and correct total readings can be obtained from either 
wire. 

The wattmeter can be used with the voltmeter and 
ammeter to determine the power factor of the ma- 
chine. The wattmeter will read the true power, and 
the product of the voltmeter and ammeter readings 
will give the apparent power. Then, dividing the true 
power by apparent power will give the power factor. 

High-voltage Circuits 

Fig. 11-7 shows the meters and connections for 
measuring the voltage, current, and power of a high- 
voltage circuit, where instrument transformers arc 
used. 

Special transformers are used to reduce the voltage 
and current at the meters tó a definite fraction of the 
voltage and current on the line. These transformers 
are called current transformers and potential trans- 
formers, and are designed to maintain on their sec- 
ondaries a fixed ratio of the voltage or current on 
their primaries. The meters used with such trans- 
formers can, therefore, be calibrated to read the full 
voltage, current, or power on the line. 
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The potential transformer, on the left in Fig 11-8, 
has its primary winding connected across the line, and 
its secondary supplies both the voltmeter and the 
potential coil of the wattmeter, which are connected 
in parallel. 


+ 


й een mmm LT —* 
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Petential 
Element 


Resistance 





Fig. 11-5 


The current transformer on the right has its primary 
coil connected in series with the line, and its second- 
ary supplies both the ammieter and the current coil 
of the wattmeter, which are connected in series. 

You will note that the secondaries of both trans- 
formers are grounded, to prevent damage to instru- 
ments and danger to operators in case the insulation 
between the high-voltage primary and the low-voltage 
i secondary coils should fail. 

The potential transformer is equipped with fuses- 
in its primary leads. 

Never disconnect an ammeter from a current trans- 
former without first short-circuiting the secondary 
coil of the transformer. 


| Three-phase Circuits, 
| 3 Current Measurements 
Fig. 11-9 shows a three-phase motor with an am- 
meter connected in one of its phase wires to measure 
the currect. If the motor is operating properly, the 
current should be very nearly the same, or balanced 
in all three phases. 
Where the current of a three-phase system is known 
to be balanced at all tinies, one ammeter permanently 
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connected in any phase is all that is required to deter- 
mine the current. 

It is well, however. to occasionally test all three 
phases with a portable ammieter, to locate any possible 
unbalance which may occur due to faulty machine 
windings; or to locate unbalance which may occur on 
main wires by connecting more single-phase equip- 
ment on some one phase than on another. 





Fig. 11-6 





Fig. 11-7 
Three-phase Circuits, 
Voltage Measurements | 
Fig. 11-10 shows the method of connecting a volt- 
meter to indicate the voltage of a three-phase system 
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or motor. The voltmeter can be connected between 
any two of the three wires, and should show approxi- 
mately the same reading on all phases. 


To Load 





Fig. 11-8 





Fig. 11-9 
Slight variations of voltage between the various 
phases generally do no harm, but if the voltmeter 
shows widely varying readings when connected first 
at X, then at Y, and then at Z, it indicates that the 
circuit is probablv unbalanced. 


Three-phase Circuits, 
Power Measurements 
For measuring the power of three-phase circuits, 
either single-phase or polyphase wattmeters can be 
used. The readings of single-phase wattmeters can 
be totalled to obtain the three-phase power, while a 
three-phase wattmeter will read directly the true power 
of all three phases. 
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Where single-phase wattimeters are used, the two 
wattmeter method shown in Fig. 11-11 is very com- 
monly applied. i 





Fig. 11-11 


1n order to obtain correct results with the two 
meters, it is necessary to test them to make sure that 
corresponding coil leads are brought out to the same 
meter terminals; or, if they are not, to get them cor- 
rectly marked so that the meters can be connected 
properly to the thrce-phase wires to get the right po- 
larity of the meter coils. 

To test the meters, connect them both to a single- 
phase circuit, or to the same phase of a three-phase 
circuit, as shown in Fig. 11-12 at A. Make sure that 
there is some load on the circuit to enable the meters 
to show a reading. 

If both meters give the same indication with their 
pointers moving across the scale in the right direc- 
tion, then carefully mark or tag the terminal of the 
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potential coil and the terminal of the current coil 
which are connected together and to the line. In 
this figure these feas e are each shown marked with 
an "X" 





Fig. 11-12 





Fig. 11-13 


If one of the meters reads "backwards" when con- 
nected as shown in Fig. 11-12 at A, the potential coil 
leads should be reversed as shown at B. The meter 
should then read "forward"; that 1s, its pointer should 
swing to the right across the scale. The terminals or 
leads should then be marked as shown. 
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With the two meters now connected to the three- 
phase circuit as shown in Fig. 11-11 and with the 
proper terminals connected together and to the lines, 
the meter readings will be called "positive" readings. 
The sum of the two meter readings will be the total 
three-phase power of the circuit. If the meters are 
properly connected as shown in Fig. 11-11 and the 
pointer of one meter attempts to swing backwards, 
or below zero, the potential leads of that meter should 
be reversed, as shown on meter No. 2 in Fig. 11-13. 
Its reading is then called "negative," and should be 
subtracted from that of the positive meter to get the 
three-phase power. 

Fig. 11-14 shows the connections for the "two watt- 
meter method" of measuring three-phase power on 
high-voltage circuits where instrument transformers 
are used. 

Separate potential transformers supply the voltage 
from the two phases to the potential elements of the 
wattmeters. Separate current transformers supply the 
proportional] current from the two phases to the cur- 
rent elements of the two wattineters. 

The same procedure of marking the potential and 
current coil leads and checking the positive or nega- 
tive readings is followed in this case as when no in- 
strument transformers are used. 

Fig. 11-15 shows three wattmeters used to measure 
the total power of a three-phase system. 

With this connection we use a "Y box" which con- 
sists of three separate resistances, connected together 
at one end to form a star connection and provide a 
neutral point to which one end of each wattmeter 
potential coil is connected. 

When connected in this way, each wattmeter meas- 
ures only the power of the phase in which it is con- 
nected, and the total power will be the sum of the 
three meter readings. 

For example, if meter No. 1 reads 14,000 watts, 
meter No. 2 reads 16,000 watts, and meter No. 3 reads 
17,000 watts; the total power will be 47,000 watts. 

Wattineters connected in this manner will always 
read “positive” regardless of the power factor. 

This makes the method very simple and reliable and 
one which is very commonly used on large power 
circaits, where very accurate readings are important 
and all chance of error should be avoided. 

For measuring the total power of a three-phase, 
four-wire system, the connections shown in Fig. 11-16 
are used. In these systems the neutral wire is already 
provided by the fourth wire which is connected to 
the star point of the windings of the alternator or at 
the transformer connections, and therefor no Y box 
is needed. 


anas. 


в У аар 


Ф. ВЫ. « s a ылын. Ss eee — 


Se ey eee ee Ш. 


4 
Ww aS O AREE " TUER Е aM... —— tpa 


METERS AND MEASUREMENTS 


The total power of the three-phase, four-wire sys- 
tem thus measured will be the sum of the three meter 


readings. 





Fig. 11-14 


es 





Fig. 11-15 


TESTING KILOWATT-HOUR METERS 


Kilowatt-hour meters can be tested for accuracy, 
or calibrated, by comparison with standard portable 
test instruments. 

A known load consisting of a resistance box can be 
counected to the load terminals of the meter when 
all other load is off. Then, by counting the revolu- 
tions per min. of the disk and comparing this number 
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with the revolutions made by the disk of a “rotating 
standard" test instrument, the accuracy of the meter 
can be determined. 
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Fig. 11-16 . 





Fig. 11-17 


When no standard load box or test instrument is 
available, a test can be conveniently made with a 
known load of several lamps or some device of which 
the wattage is known. 
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For this test the following formula should be used: 


K x 3600 x 3508 xT = seconds 


In which: 

K =the watt-hour constant marked on the meter 
disk. 

3600 = number of seconds in an hour. 

Т = any chosen number of revolutions of the disk. 

P = known load in watts which is connected to the 
meter. 





Fig. 11-18 


For example, suppose we wish to test a meter which 
has a constant of .6, marked on its disk. We can con- 
nect a new 200-watt lamp, or two 100-watt lamps 
across the load terminals of the meter, after all other 
load has been disconnected. At the instant the lamp 
load is connected, start counting the revolutions of 
the meter and observe accurately the amount of time 
it requires to make a certain number of revolutions. 
Let us say it is 5 revolutions. 

Then, according to the formula, the time required 
for the disk to make these 5 revolutions should be: 


.0х 3600 х5 , or 54 seconds. 
200 
If it actually requires longer than this, the meter 
is running too slow. If the time required to make the 
5 revolutions is less than 54 sec., the meter is running 
too fast. 


WHEATSTONE BRIDGE 
The principle of the Wheatstone Bridge, as used for 
measuring resistance, is shown by Fig. 11-17. In the 
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upper diagram, resistances of 5 ohms and 10 ohms 
are connected in parallel, and a potential difference 
of 10 volts is applied. The current divides, 2 amperes 
flowing through the 5-ohmis resistance and 1 ampere 
through the 10-ohm resistance. In the lower diagram 
are four resistance coils; two coils of 5 ohms each in 
series with each other, and a 5-ohm coil and a 3-ohm 
coil in series with each other. 

If we now connect a sensitive galvanometer across 
the center of the paths between the coils, as shown, 
it will indicate a flow of current from the upper path 
to the lower when voltage is applied to the terminals 
of the group. 

Tracing from the positive terminal to the center 
of the group, the resistance of each path is equal, but 
from this point on to the negative terminal the lower 
path or coil "X" has the lower resistance. For this 
reason, some of the current tends to flow down 
through the galvanometer wire to the lower coil or 
easier path. 

If we changed the coil "D" to one of 3 ohms, both 
sides of the circuit would again be balanced and no 
current would flow through the galvanometer. 

On this same principle, if the resistance of coil “X” 
is not known, we can determine it by varying the 
resistance of coil "D" in known amounts until the 
galvanometer indicates zero, or a balanced circuit. 
We would then know that the resistance of coil “X” 

‘is equal to whatever amount of resistance we have 
in coil “D” to secure the balance. 


Operation of the Bridge 


The Wheatstone Bridge operates on the same gen- 
eral principle just described. It consists of a box of 
resistance coils with convenient plugs for cutting coils 
of various resistance in and out of the balancing cir- 
cuits. I 


Some bridges have knobs and dial switches instead . 


of plugs for switching the resistance units; and some 
have the galvanometer built in the top of the box, 
and the dry cells inside. 

Fig. 11-18 shows a diagram of a common type of 
bridge and the method by which the coils can be left 
in the various circuits or shorted out by inserting 
metal plugs in the round holes between metal blocks 
attached to the ends of each resistance coil. 

The coil or line of which the resistance is to be 
measured is connected at X, The circuits A, B, and 
C are called Bridge Arms. A and B are called Ratio 
Am or balanced arms; and C is called the Rheostat 

rm. 
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Arms A and B usually have the same number of 
resistor units of similar values in ohms. Arm C has 
a number of resistors of different values. 

When the unknown resistance, X, has been con- 
nected in and the bridge arms so balanced that the 
galvanometer shows no reading when the button is 
pressed. the resistance of X in ohms can be deter- 
mined by the use of the following formula: 


X= А хс 


In which: 
= resistance m ohins of device under test. 
A = known resistance in ratio arm А. 
B = known resistance in ratio arm B. 
C = known resistance in rheostat arm C. 
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TRANSFORMERS 
DEFINITIONS 


Transformer. A device usually consisting of two 
insulated windings on a common iron or steel core, 
in which alternating current supplied to one winding 
(the primary) induces by electromagnetic induction 
alternating emf's in the other winding (the secondary) 
and will produce alternating currents in a conductive 
circuit connected to the secondary winding. The 
voltage from the secondary may be higher or lower 
than that furnished to the primary winding. 

Step-Down Transformer. A transformer in which 
the secondary winding has fewer turns than the pri- 
mary, so that the secondary delivers a lower voltage 
than is supplied to the primary. 

Step-Up Transformer. A transformer in which the 
secondary winding has more turns than the primary, 
so that the secondary delivers a higher voltage than 
is applied to the primary. 

Primary Winding. The input winding of a trans- 
former. Power line alternating current or pulsating 
d.c. is sent through this winding. 

Secondary Winding. Any coil or winding of a trans- 
former which is connected to the load, a coil from 
which power leaves the transformer. 

Iron-Core Transformer. A transformer in which 
iron inakes up part or all of the path for magnetic 
lines of force traveling through the transformer wind- 
ings. 

Auto-Transformer. A transformer in which part of 
the primary winding serves also as the secondary, or 
in which part of the secondary winding is also in the 
primary circuit. Part of the energy in the secondary 
comes directly from the primary through a conduc- 
tive connection between the two. 


TRANSFORMER PRINCIPLES 


It is a fundamental rule that in any transformer the 
amount of voltage change, or the ratio between the 
priniary and secondary voltages, will be proportional 
to the ratio between the number of turns in the 
primary and secondary windings. 

For example, if the primary winding of the trans- 
former shown in Fig. 12-1 has fifty turns and the 
secondary winding has one hundred turns, the trans- 
foriner will be a step-up transformer with a ratio of 
one to two. 
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The first figure of a transformer ratio always re- 
fers to tle primary and the second figure to the pro- 
portional number of turns in the secondary. 

If, im another case, we have a step down transformer 
with a primary winding of 1000 turns and a secondary 
winding of 100 turns, the ratio of this transformer 
would be expressed as 10:1; and if we were to apply 
2200 volts to the primary winding, 220 volts would 
be produced by the secondary winding. 

From these illustrations we can see that the follow- 
ing formula applies: 


Primary voltage, | Secondary turns 
Secondary voltage гппагу turns 
or, in the case of the transformer just mentioned. 


1000 — 2200 10 — 10. 
100 ot A іші 


If we know the ratio between the number of turns 
on the primary and secondary windings of any trans- 
former and know the amount of primary voltage 
which ts applied, we can easily determine the second- 
ary voltage, because it will bear the same relation to 
the primary voltage as the number of secondary turns 
bears to the number of primarv turns. 


Voltages and Turns in Windings 
When Ep = primary volts 
When Es = secondary volts 
When Ip = primary amperes 
When Is == secondary amperes 
When Tp = primary turns 
When Ts = secondary turns 


Ep x Ip = Esx Is Е- TP 
р T 
Es = Epx a5 Ep = Esx tp 
i T = Т$ 
Is = Ipx „È Ip = Is x 2 
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Fig. 12-1 
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Fig. 12-2 


Power Output 
If a transformer were 100% efficient. the amount 
of power in kv-a. that would be obtained from the 
secondary would always be the same as that sup- 
plicd to the primary, regardless of the amount that 
the voltage might be stepped up or down. 
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Of course, no transformer can be 100% efficient, 
but the efficiency of large power transformers is so 
high that for simple illustrative problems we may 
ignore the slight loss. 


PRIMARY LINE 
t3 


209000 0000000 300004 


10:1 RATIO 





Fig. 12-3 


If a step-up transformer produces a secondary 
voltage ten times as high as the voltage applied to 
the primary, then the full load current in. the sec- 
ondary winding will be just one-tenth of that in the 
primary winding. 

For example, if a 10 kv-a. transformer with a ratio 
of 1 to 10 has 200 volts and 50 amperes applied to its 
primary and increases the voltage to ten times higher, 
or 2000 volts on the secondary, the full load second- 
ary current will then be 5 amperes. 

If we multiply the volts by the amperes in each 
case, we will find the same number of volt-amperes 
or kv-a. in the secondary as in the primary. The 
primary voltage times primary current will be: 

200 x 50 — 10,000 volt-amperes, or 10 kv-a. 

The secondary volts times the secondary amperes 
will be: 

2000 x 50 — 10,000 volt-amperes, or 10 kv-a, 
as before. 

If the power factor of a transformer were 100%, 
we could obtain the same number of actual kw. of truc 
power as the kv-a. rating of the transformer. How- 
ever, the power factor of a transformer and its at- 
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tached load is usually much lower than 100%, so it is 
often possible to have a 10 kv-a. transformer fully 
loaded and vet supplying only 5 to 8 kw. 

This is the reason transformer capacity is always 
rated in kv-a. 


Transformer Regulation 

The ratio of the drop in voltage between no load and 
rated load to the voltage at rated load. The per cent 
regulation is equal to, 


volts at no load — volts at rated load x 100 
volts at rated loa 


Fundamental Transformer Formula 


. г 
volte <= 4.44 х cycles x turns x core area x flux 
$ $ 


100,000,000 x volts 


— 4.44 x cycles x turns x flux 
100,000,000 x volts 


4.44 x cycles x core area x flux 


where volts, across terminals of winding 
cycles, operating frequency 
turns, of winding being considered 
core area, cross section in sq. inches 
flux, density in lines per sq. inch 
Example: What should be the core area with a 200- 
volt secondary winding of 500 turns operating at 60 
cycles, allowing 60,000 lines maximum flux density? 


turns = 


core _ __ 100,000,000 x 200. 2.5 sq. inches 
area 4.44 x 60 x 500 x 60000 


Example: How many turns should be used for a 120- 
volt winding for a 25-cycle transformer having a 
core 1.5 inches square (2.25 sq. in. area) operating 
at 75,000 lines maximum flux density? : 


100,000,000 x 120 


444 x 25 x 225 x 75000 ^^ 941 turns 


turns = 


Auto-Transformers 
The entire winding forms the high-voltage winding. 
The low voltage winding is the portion between the 
tap and end to which both the primary and second- 
ary line connections are made. 
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Current in the low-voltage portion of the winding is 
equal only to the difference between primary and 
secondary line currents. 

When Il is current, amps., in low-voltage section. 

Ih is current, amps., in high-voltage winding. 
El is voltage across the low-voltage section. 
Eh is voltage across the high-voltage winding. 
T! is turns in the low-voltage section. 

Th is turns in entire (high-voltage) winding. 


ЇЇ <= ‘Tips тъ El = Ehx A 


THREE-PHASE TRANSFORMERS 


In three-phase transformers there are three wind- 
ings or coils on the primary side and three more on 
the secondary side. Three coils may be connected in 
delta or in star. Either the delta or the star connec- 
tion may be used for either the primary or the sec- 
ondary, so we have four variations: 


delta star “ Fig. 12-3 
Ki star = delta “ Бір. 12-4 


star | star “ Fig. 12-5 


- 


When E is the line (primary) voltage 
N is the ratio of turns in the windings 
and coils in each winding are connected as be- 
low, the secondary voltages are as shown. 


Primary Coils Secondary Coils Secondary 
Connected In Connected In Voltage Is 
delta delta ExN 
delta star 1 73x Ex N 
| star delta 0.577 x Ex N 
star star ExN 


| 
| 
| 
t 
| 
) 
| 
| 
| 
) 
} 
| Primary delta Secondary delta See Fig. 12-2 
| 
| 
) 
} 
| 
| 
| 


Currents and voltages in the line conductors and in 
the coils are as follows: 
When Iw is winding current, amps. 
| Il is line current, amps. 
Ew is winding ‘voltage at terminals 
| is line voltage 
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Connected Connected | 

Star Delta 

Current, amps., in each 
winding or coil... = Il 0.577 x II 

Current, amps., in each | 

line 2-22-22. eee = lw 173x Iw ) 

Voltage across each 

winding м = 0.577 x El Е i 

Voltage between each pair | 

of line conductors.......... = 1.73 x Ем Ew | 

4 

| 

! 

{ 

{ 

| 

| 





Fig. 12-4 


- а а. аа ыла. ғы. = ймы 


Н.Т PRIMARY LINE 1500 t. 





wn 


TRANSFORMERS 


POLARITY MARKINGS 


Nearly all modern transformers have their leads 
marked with polarity markings. These marks would 
be for example: H-1 and H-2 on the high-tension 
side of a single-phase transformer, and X-1 and X-2 
on the low tension side. See Fig. 12-6. 
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2200-t. 
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Fig. 12-6 


On a three-phase transformer, the leads would be 
marked H-1, H-2, and H-3 on the high-tension side; 
aud X-I, X-2, and X-3 on the low-tension side. These 
polarity markings indicate the order in which the 
leads are brought out from the windings, and also 
indicate the respective polarities of primary and sec- 
ondary leads at any instant. 

The polarity of alternating-current windings is con- 
tinually and rapidly reversing; but, as the secondary 
always reverses with the same frequency as the prim- 
ary and is always 180° out of phase with the primary, 
we can determine the respective polarities at any in- 
stant of any alternation. 

The polarity markings aid in making the proper 
connections for transformers to be operated in paral- 
lel. as it is necessary to have similar leads connected 
together, in order to have the transformers operate 
with the proper phase relations for satisfactory par- 
ше operation. Such connections are shown by Fig. 
12-7, E 
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Fig. 12-7 A shows a single-phase transformer with the secondary 
хош, m Е the manner in which the leads are 
Secondary windings connected for 

11S and 236-volt service . С, Secondary windings connected in paral- 


ie! for 115-volt service. 





The highest and lowest numbers are placed at the 
end-leads or full winding. while the intervening nuim- 
bers are placed on the part-voltage taps. The H-1 
lead is usually located on the right-hand side, when 
facing the high tension side of the transformer. With 
transformers marked in this manner, if the H-1 and 
Х-І leads are connected together, as shown by the 
dotted fine in Fig. 12-6, then when the voltage is 
applied to the H.T. winding the voltage between the 
remaining X-2 and H-2 leads will be less than the 
full voltage of the high-voltage winding. 

In Fig. 12-6 a voltmeter is shown connected across 
the H-2 and X-2 leads of the single-phase transtorimer. 
The reason its reading will be lower than the applied 
voltage on the primary winding is because the polarity 
of the low-voltage winding is opposite to that of the 
high-voltage winding, and the two voltages will there- 
fore oppose each other; so that the voltmeter will 
read their difference; or 2200 — 110. equals 2090. А 
transformer with the leads arranged and marked in 
this manner is said to have subtractive polarity. 

If the leads are brought out of a transformer so that 
the voltmeter when connected to the adjacent H and 
X leads, as shown in Fig, 12-6, reads thé Sum of the 
voltages of the high tension and low tension wind- 
ings. then the transformer is said to have additive 
polarity. In this case the markings of the X-1 and 
X-2 leads would be reversed, 

On transformers which have their leads properly 
marked, the markings indicate whether the leads are 
arranged for subtractive or additive polarity. 


191 


—— ЕЕ Чен ee eee — alle n ni в — = 


TRANSFORMERS 


H | | | | 
Al | . х2 i 
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ADDITIVE 





Fig. 12-8 


Fig. 12-8 shows on the left a transformer with the 
leads marked for subtractive polarity and on the right 
another transformer with the leads marked for addi- 
tive polarity. 

When facing the high-tension side of a transformer, 
if the X-1 lead is on the right-hand side, it indicates 
that the polarity is subtractive; while, if the X-1 lead 
is on the left. it is then known to be additive polarity, 

Leading transformer manufacturers have adopted 
standard connections and polarity markings for their 
transformers. Most power transformers are arranged 
with subtractive polarity, except distribution trans- 
formers of 200 kv-a. and under and with voltage rat- 
ings of 7500 volts and less; and these transformers 
are arranged with additive polarity. 

Testing the Polarity 

When the leads of a transformer are not marked 
in any manner, we can determine whether it has 
additive or subtractive polarity by simply connecting 
a jumper between the high-tension aud low-tension 
leads on one side and a voltmeter of the proper rat- 
ing between the high-tension and low-tension leads 
on the other side, as shown in Fig. 12-6. 

If. when the primary is excited with its rated vol- 
tage. the voltmeter reads the difference between the 
voltages of the high and low voltage windings, the 
transformer has subtractive polarity, and the leads 
should be marked as shown at the left in Fig. 12-8. 

If the voltmeter reads the sum of the voltages of 
the high and low voltage windings, the transformer 
has additive polarity, and the leads should be marked 
as shown in the sketch at the right in Fig. 12-8, 
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STANDARD POLARITY MARKINGS 


Following are extracts from rules relating to mark- 
ing of transformer leads brought out of the case, as 
approved by the American Standards Association and 
sponsored by the National Electrical Manufacturers 
Association. 

These rules specify the markings of leads brought 
out of the case but not the markings of winding ter- 
minals inside of the case, except that these terminals 
shall be marked with numbers in any manner which 
will permit of convenient reference and which cannot 
be confused with the markings of the leads brought 
out of the case. 

It is recognized that special conditions will arise 
from time to tine when these rules will not cover and 
which it would be very difficult to cover by any set 
ot general rules. 

In general the windings of a transformer shall be 
distinguished from one another by identifying them 
as Winding No. 1, Winding No. 2, Winding No. 3, 
etc. The highest voltage winding shall always be 
No. 1, except for three-phase to six-phase transfor- 
mers. 

The sequence of winding numbers after No. 1 may 
be by voltage or by kva. 

In general the leads shall be distinguished from one 
another by marking each"lead with a capital letter 
followed by a subscript number. The letters to be 
used are H for the leads of winding No. 1, X for the 
leads of winding No. 2, Y for the leads of winding 
No. 3, and Z for the leads of winding No. 4. The 
subscript numbers to be used are 1, 2, 3, etc. 

A neutral fead shall be marked with the proper 
letter followed by subscript O. eg. Ho, Xa, etc. 

A lead brought out from the middle of the winding 
for some other use than that of a neutral lead (c.g., 
a 50 percent starting tap) shall be marked as a tap 
lead. 

Single-phase Transformers 

The leads of any winding brought out of the case 
shall be numbered 1, 2, 3, 4, 5, etc, the lowest and 
highest numbers marking the full winding and the in- 
termediate numbers marking fractions of winding or 
taps. All numbers shall be so applied that the poten- 
tial difference from any lead having a lower number 
toward any lead having a higher number shall have 
the same sign at any instant. See Figs. 1, 2, 3, 4, 16 
ard 17 in this section. 

If a winding is divided into two or more parts for 
series-parallel connections, and the leads of these parts 
are brought out of the case, the above rnle shall apply 
for the series connection with the addition that the 
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leads of each portion of the winding shall be given 
consecutive numbers. See Figs. 5 and 6 for four or 
more leads; Figs. 8, 9, 10, 11, 20 and 21 for two or 
three leads. 

When two leads are brought out of the case through 
one bushing (to minimize inductive effect) the ter- 
nunals shall be marked in accordance with Figs. 16 
and 17. When in addition a lead must be brought out 
from the midpoint, for three-wire operation. the ter- 
— shall be identified in accordance with Figs. 20 
and 21. 

The numbering of the leads of the H winding and 
the leads of the X winding shall be applied so that 
when lI, and X; are connected together and voltage 
applied to transformer, the voltage between the high- 
est numbered H lead and the highest numbered X 
lead shall be less than the voltage of the H winding. 

To simplifv the connections of transformers in 
parallel. the H, lead shall be brought out on the right 
hand side facing the highest voltage side of the case 
and other H leads shall be brought out in numerical 
order from right to left. 

When the high-voltage winding has only one ter- 
minal brought out through a rated voltage bushing 
(the other terininal to be grounded) the rated voltage 
terminal shall be designated as Hi... For polarity mark- 
ing and testing, the II, terminal shall be regarded as 
located on the right, regardless. of its actual location. 
However, if two alternative positions are provided for 
the single rated voltage bushing, the two positions 
shall be identified by terminal markings in accord- 
ance with the preceding paragraph. 

When the high-voltage terminals are brought out 
through two bushings of different insulation levels, 
the bushing having the higher voltage level shall be 
designated as H, and shall be located on the right 
hand side facing the high-voltage side of the case. 
See Figs. 24 and 25, 

Figs. 26 and 27 illustrate the connection in multiple 
of single-phased transformers of additive polarity, of 
subtractive polarity, and of additive and subtractive 
polarity. These diagrams are included here as a mat- 
ter of additional information. 

Three-phase Transformers 

The three leads for each winding which connect to 
the full phase windings shall be marked Hs» He, Hs, 
Xi, Xe, Xs, Yi, Ye, Ya, etc., respectively. 

The markings shall be so applied that if the phase 
sequence of voltage on the highest voltage winding 
is in the time order, H;, H., Hs, it will be in the time 
order of X., Xa, Xa, and Yı, Ya, Ya, etc., on the other 
windings. 
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Sebtroctive Polarity Additive Polarity Sebtractive Polarity 
н, н» H, н, H: H2 H3 Ha 


i 


x х, Xe X, Xi Xe X3 Xa 
Fig. 1 Fig. 2 Fig. 3 


Simple H and X Windings Without Taps Simple H and X Wind 
ings With Taps 
Additive Polarity Subtractive Polerity Additive Polarity 
Н. Нг Нз На H, Hə H, H2 


a 


X4 X3 X2 Xi Xi X3 X2 Xa Xs X XXX X, 
Fig. 4 Fig. 5 Fig. S 
; H and X Wind Scries Multiple Scries Multiple 
RE m X Winding X Winding 
Е Without Taps With Taps 
Subtractive Polarity Subtractive Polarity Additive Polarity 
н; хә H, H2 H, Нн; 





Xi X, X2 X Xj X2 X, 
Fig. 7 Fig. B Fig. 9 
Autotransformer Three-Wire Series Connection 


Transformers having neutral brought out between 
outside leads 


Subtructive Polarity Additive Polarity Subtrective Polarity 
Hi Нг н, 5 H 


му А, (улуу, 
ыы / Қ мы 


awd 





X Х2 Хз X X2 X xi X2 
Fig. 10 Fig. 11 Fig. 12 
Two-Wire Parallel Connection Two-Wire Serie 


Connection ! 
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Additive Polarity Sobiractive Polarity Additive Pelarity 


H, Hs н, Hz H, Нг 








X2 Х| Xo X, 
Higa 13 Fig. 15 
Two-Wire Series Two-Wire Parallel Connection 
Connection 
Subtractive Polarity Additive Polarity Subtractive Polarity 
H, Hə H, н, Hi H2 
- 
X, X2 X: X2 
Fig. 16 Fig. 18 
120 Volt Class Connection Above 120 Volt Class 
Connection 
Additive Polarity Sabtractive Polarity Additive Polarity 
Hi H2 H, H > н, H 2 
X2 Xi X: Xa X2 Хр» Хз Хі 
Fig. 19 Fig. 20 Fig. 21 


Three-Wire Series Connection 


Above 120 Volt Class I 
Transformers having neutral brought out to side 


Connection 


Subtractive Polarity Additive Polarity 


H, He н, H2 
X X Xo X2 Xs Xi 
Fig. 22 Fig. 23 


T wo-Wire Parallel Connection 
Transformers where neutral is brought out to side 
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Angular Displacement and Connec- 
tions—Single-Phase Transformers Con- 
nected Delta-Delta and Y-Y in Three-Phase 

Banks with 0° Angular Displacement} 


AA KX 


Dash lines show angular displacement Letween high and low 
voltage windings. 





t NOTE- The above fhgnies are included to illustiate connections of 
single-phase transformers of additive polarity. subtractive polarity. 
and additive and subtractive polarity in banks. 


Fig. 24 
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Angular Displacement and Connec- 
tions—Single-Phase Transformers Con- 
nected Delta-Y and Y-Delta in Three-Phase 

Banks with 30° Angular Displacement; 


€ us, «d 





Dash lines show angular displacement between high and low 
voltage windings. 





t NOTE—The above figures are. included to illustrate connections of 
single-phase transformers of additive polarity, subtractive polarity, 
and additive and subtractive polarity in banks. 


Fig. 25 
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In order that the markings of lead connections be- 
tween phases of three-phase transformers shall in- 
dicate definite phase relations, they shall be made in 


^» ы? M, | H 
4 Xe № 4 
| | \ | 
Subtractive Additive 
Polarity Polarity 
Fig. 26 


accordance with one of the three-phase groups shown 
in Figs. 28, 29 and 30. The angular displacement be- 
tween the HI winding and the X winding is the angle 
in each of the voltage vector diagrams between the 
lines passing from its neutral point through FI, and 
Xs, respectively, 

Figs. 28 and 29 illustrate three-phase transformers 
without taps, while Fig. 29 illustrates transformers 
with taps. The broken lines or dashed lines show 
angular displacement between high-voltage and low- 
voltage windings. 


When more than one low-voltage winding is used, 
the angular displacement between the H winding and 
each oi the otuer low-voltage windings is estabushed 
in the same manner, using H; andY;; H; and Zi; etc., 
respectively. 

Where tap leads are brought out of the case (neu- 
tral lead excepted) they shall be marked with the 
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proper letter tollowed by the figures 4, 7, ec., for 
one phase, 5, 8, etc., for another phase, and 6, Y, etc., 
for tne third phase. See lig. 30. 





Connections for Transformers n Multiple 
Fig. 27 


н; X? н, % 
p 2“ 
ы А Ж 
н, Hy X, X3 ' 5 X 3 


Group 1—Angular Displacement 0° 
Fig. 28 


Hz X4 
' 3 Xs 


Group 2—Angular Displacement 30° 
Fig. 29 








Group 3—Angular Displacement 30° 
Fig. 30 
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The order of numbering tap leads for a delta con- 
nection shall be as follows: 4, 7, etc., from lead 1 to- 
ward lead 2; 5, 8, etc., from lead 2 toward lead 3; and 
6, 9, etc., from lead 3 toward lead 1. 

The order of numbering tap leads for a star con- 
nection shall be as follows: 4, 7, etc., from lead 1 
toward neutral; 5, 8, etc., from lead 2 toward neutral; 
and 6, 9, etc., from lead 3 toward neutral. 

Transformers having leads marked in accordance 
with the foregoing rules may be operated in parallel 
by connecting similarly marked leads together, pro- 
vided their angular displacements are the same and 
provided also their ratios, voltages, resistances, react- 
ances and ground connections are such as to permit 
parallel operation. 

In some cases designs may be such as to permit 
parallel operation although, due to a difference in the 
number of tap leads, the leads to be connected to- 
gether are not similarly marked. 

To simplify the work of connecting transformers in 
parallel, the Hi lead shall be brought out on the right 
hand side of the case facing the highest voltage side 
of the case. The H: and Ha leads shall be brought out 
so that the three leads are arranged in numerical or- 
der reading from right to left when facing the highest 
voltage side of the case. The H, lead, if present, will 
be located to right of the Hi lead when facing the 
highest voltage side of the case. See Figs. 31, 32 
and 33. 


Angular Displacement 0? 


AA 


H H 








Xo X; X» X3 


Fig. 31 
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The X, lead shall be brought out on the left hand 
side of the ease facing the XN winding side of the 
case. “The Xe and Xa leads shall be brought out so 


Angular Displacement 30° 





м, 3 н, н ну 
2 
"d жғне өш» аш» 
Раб ^ о 
X3 
Xo X, X» Xs 
Ho H, н; Hy 
X» | 
X 
Хз Y, х: № 
Fig. 32 
Autotrans formers 





Ho 
(If neutral leod ээ brought out) 


Fig. 33 


that the three leads are arranged in numerical order 
reading from left to right when facing the X winding 
side of the case. The Nu lead, if present, will be 
located to the left of the X; lead facing the X wind- 
ing side of the tank. 

The Y winding and Z windiug leads, if present, 
shall be brought out and numbered in the same man- 
ner as the X winding leads. 

The location of the external leads specified in the 
three preceding paragraphs shall apply to only one 
connection, such as a Y or a delta, of a given winding. 
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Autotransformer leads shall, as far as practicable, 
be marked in accordance with the requirements for 
—— multi-winding transformers. See Fig. 
33. à 

The dashed lines or broken lines in Figs. 31, 32 and 
33 show angular displacement between high-voltage 
and low-voltage windings. 


TRANSFORMER INSTALLATION 


Following are some of the general rules of the Na- 
tional Electrical Code which apply to transformers 
of types in common use. There are other special rules 
applying to transformers in hazardous locations, sign 
transformers, and X-ray or other high-frequency 
transformers. Radio transformers, relay and meter 
transformers, and transformers forming a part of 
other apparatus ordinarily conform to rules governing 
the construction of such apparatus. 

Transformers of All Voltages. In buildings other 
than generating stations and sub-stations, transform- 
ers, except potential instrument transformers, shall 
comply with the following: 

Air-Cooled Transformers. Transformers whose 
windings are cooled by exposure to the air shall have 
a separation of at least 12 inches from combustible 
material, unless separated therefrom by a barrier ot 
incombustible heat-insulating material, or unless of 
rating not exceeding 600 volts and completely enclosed 
except for ventilating openings. An air space of at 
least six inches shall be left between transformers 
and between each transformer and adjacent surfaces, 
except the surface upon which it is mounted. 


Liquid That Will Not Burn. A transformer im- 
mersed in an approved liquid that will not burn and 
rated in excess of 25 kva shall be furnished with a 
pressure-relief vent. If installed in a poorly ventilated 
place inside of a building it shall also comply with 
one of the following conditions: 

It shall be furnished with a means for absorbing 
any gases generated by arcing inside the case, or 

The pressure-relief vent shall be connected to a 
chimney or flue which will carry such gases outside 
the building. 

Liquid That Will Burn. Transformers immersed in 

a liquid that will burn shall be installed in a vault, 
except by special permission às follows: 
. Transformers rated at not more than 600 volts and 
10 kva may be installed without a vault in a build- 
ing or room of other than fire-resistive construction, 
if there is no combustible material in the vicinity of 
the transformer, 
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Transformers rated at not more than 600 volts and 
not more than 25 kva in any one unit, or not more 
than 75 kva total rating, may be installed without a 
vault in a building or room of fire-resistive construc- 
tion and contaning no other combustible material in 
the vicinity of the transformer, if surrounded by con- 
crete curbs not less than 6 inches high forming a 
basin of sufficient capacity to retain all the liquid used 
in the transformers. 

Transformers Exceeding 600 Volts. In buildings 
other than generating stations and sub-stations, trans- 
formers operating at more than 600 volts, except 
potential instrument transformers, shall comply with 
the preceding rules and also the following: 

They shall be installed only by special permission. 

They shall be located where the supply conductors 
enter the building or as near to this point as practic- 
able. 

Transformers immersed in a liquid that will burn 
shall comply with preceding rules for such liquid 
Other transformers shall be installed so as to provide 
mechanical protection, ventilation, and inaccessibility 
to unauthorized persons. [f exceeding 15,000 volts 
between terminals they shall be installed only in a 
vault conforming to special rules. 

In electric furnace rooms transformers immersed 
in a liquid that will burn. with total rating not exceed- 
ing 75 kva, may be installed in accordance with pre- 
ceding rules for liquid that will burn, 

Transformers Attached to or Adjacent to Building. 
Transformers attached to the exterior of a building 
or in inmmediate proximity thereto shall be so located 
as not to interfere with the raising of fire ladders; 
shall be at least 4 feet from fire escapes and outside 
stairways; and shall comply with the following: 

If immersed in a liquid that will burn, they shall 
be placed against a blank wall of masonry or rein- 
forced concrete, They shall not be directly under any 
combustible eaves or cornices, 

It is recommended that wall openings within 10 
feet be protected by standard fire doors or shutters. 
Under some circumstances openings distant more than 
10 feet should be protected. 

If immersed in a liquid that will not burn, there 
shall be an air space of at least 6 inches between the 
transformer case and any adjacent combustible ma- 
terial. 

If transformers immersed in a liquid that will burn 
are placed under a sidewalk in front of a building 
they shall be located in a vault complying with special 


rules. 
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Transformers Mounted on Roofs. A transformer 
installed on the roof of a building shall comply with 
the following: 

If the transformer is immersed in a liquid that will 
burn, it shall be installed in a vault. 

A transformer immersed in a liquid that will not 
burn shall be mounted well away from doors. If 
located so that leaking liquid might reach a window 
or door, it shall be mounted on a metal pan or con- 
crete basin large enough to retain the liquid. 


Auto-Transformers. Transformers in which a part 
of the turns are common to both primary and second- 
ary alternating-current circuits, ordinarily known as 
auto-transformers, may be connected to an interior 
wiring system only under one of the following circum- 
stances: 

The system supplied contains an identified gronded 
conductor which is solidly connected to a similar 
identified grounded conductor of the system supply- 
ing the auto-transformer, 

The auta-transformer is used for starting or con- 
trolling an induction motor and may be included in 
a starter case or installed as a separate unit. 

The auto-transformer supplies a circuit wholly with- 
in apparatus which also contains the auto-transformer. 

The auto-transformer is used for fixed voltage ad- 
justment on an existing power circuit having no 
identified grounded conductor. 

Overcurrent Protection 

Operating at 600 Volts or Less. If located inside 
building, each transformer or bank of transformers 
operating as a unit, except instrument transformers, 
shall be separately protected on the primary side by 
an) automatic overcurrent device rated or set at not 
more than 200 per cent of the full-load current rating 
of the transformer or bank of transformers. Poten- 
tia] instrument transformers should be protected in 
the primary circuit by fuses rated at not more than 
5 amperes. 

Grounding 

Transformer cases shall be grounded except: 

Cases or frames of transformers used exclusively 
to supply current to switchboard instruments or pro- 
tective relays, if they are installed and guarded as 
required for the maximum potential at which they 
operate. 


Transformers mounted on wooden poles at a height 


of more than 8 feet from the ground. 
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MOTORS 
DEFINITIONS 


Motor. A rotating electric machine which changes 
applied electrical energy or power into mechanical 
output energy or power. 

Generator. А rotating electric machine which 
changes applied mechanical driving energy or power 
into direct-current or alternating-current output en- 
ergy or power, 

Alternator. A generator of alternating current; 
usually a synchronous alternating-current generator. 

Field Magnet. The permanent magnet or electro- 
magnet which supplies a magnetic held in a gen- 
erator, motor or other electrical equipment. 

Pole. That portion of the magnetic circuit of a 
motor or generator around which the field windings 
or stator windings are wound. The poles confine the 
magnetic flux to given locations within the motor 
or generator. 


Armature. Usually the movable portion of a niag- 
netic circuit, such as the rotating section of a gen- 
erator or motor. 

Commutator. A ring of insulated copper seginents 
on which bear the contact brushes. A generator com- 
mutator changes the generated alternating currents 
into direct currents for the line. A motor commutator 
changes the direction of applied direct current so that 
currents flow in an armature or rotor as required for 
the necessary magnetic effects. 

Brush. A stationary conductor held in contact with 
a moving conductor or conductors to allow flow of 
current between stationary and moving parts of elec- 
trical equipment. 

Rotor. ln a generator, motor or other electric ma- 
chine having a rotating member, the member that 
rotates. A word used chiefly when referring to alter- 
nating-current machines. 


Stator. The parts ot an alternating-current motor 
or generator on which are the stationary windings. 

Collector Rings. Continuous metallic rings on a 
rotating member, against which bear stationary 
brushes to allow current How between the rotating 
and stationary parts of the equipment. 

Torque. Turning effort. The effect of a force that 
tends to cause rotation of parts about a center. An 
electric motor exerts torque at its shaft when supplied 
with current, and if the torque is sufficiently great it 
will cause the shaft to rotate. 
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Shp. The difference between synchronous speed 
of an induction motor and the speed at which the 
motor actially runs, 

Shunt Winding. |n a motor, generator or other 
electric machine, a winding through which flows only 
a portion of the total current entering or leaving the 
machine; a winding which is in parallel with the 
armature windings. 

Shunt-Wound Motor. A direct-current motor hav- 
ing its field windings connected in parallel or shunt 
with its armature, and with the paralleled field and 
armature connected across the line supply. 

Series Winding. In a motor, generator or other 
electric machine, a. winding in which flows all the 
current that enters or leaves the machine. 

Series-Wound Motor. A direct-current motor having 
its field windings connected іп series with its arma- 
ture, and the field and armature in. series. with. the 
line so that all current owing through the field flows 
also through the armature. 

Universal Motor. A series-wound motor, with com- 
mutator and brushes, which will run on either alter- 
nating or direct current. 

Compound-Wound Motor. A direct-current motor, 
part of whose held windings are in parallel with or 
shunted across the armature while the other part of 
the field windings are in series with the armature. 
Having both shunt and. series field windings. 

Induction Motor. An alternating-current motor in 
which energy from stationary windings is transferred 
to conductors on the revolving rotor by electromag- 
netic induction, and in. which. the rotor receives no 
current through any conductive connections such as 
brushes and a commutator or shp rings. 


Split-Phase Motor. An alternating-current induc- 
tion motor which is made self-starting on single- 
phase current by using two stator windings, in one 
of which the current is displaced in phase with ref- 
erence to that in the other winding to produce a rotat- 
ing field somewhat like the rotating field secured from 
two-phase current. 

Capacitor Motor. 4 split-phase motor in which a 
capacitor or capacitors displace part of the current in 
phase from the remainder im order that the motor 
may be self-starting on single-phase supply current. 

Shaded Pole Motor. An alternating-current induc- 
tion motor which is self-starting on single-phase cur- 
rent supply because of a partial displacement of mag- 
netic lines or flux at the field poles through auxiliary 
currents and flux produced in closed conductive rings 
around parts of the pole tips. 
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Polyphase Motors. Any motors which operate from 
a supply of more than one phase; from a 2-phase or 
3-phase supply. 

Squirrel Cage Motor. An alternating-current induc- 
tion motor in which the conductors on the rotor con- 
sist of bars parallel to the rotor axis or shaft, joined 
together at the front and rear of the armature bv 
conductive rings. The conductors, neglecting their 
supports, would have the general form of a squirrel 
cage. 

Wound Rotor Motor. An induction motor on whose 
rotor are wire windings connected to slip rings which 
rotate with the rotor shaft and on which bear brushes. 
External adjustable resistors are connected to the 
rotor windings through the rings and brushes. , The 
resistors permit adjustment of motor speed. 

Slip Ring Motor. A wound rotor motor, 

Repulsion-Start Induction Motor. A type of alter- 
nating current motor that starts as a repulsion motor 
and runs as an induction motor, the changeover being 
made by an automatic switch, usually within the 
motor, 

Repulsion-Induction Motor. An alternating-current 
motor with two rotor windings: one of which maybe 
a squirrel cage or modified squirrel cage, while the 
other is similar to that of the repulsion-start induc- 
tion motor. The commutator and brushes are used 
during starting, but practically no current flows 
through them at full speed. 

Synchronous. Happening at the same time; having 
the same alternating phase relations and period; main- 
taining a frequency exactly proportional to operating 
speed, or a speed exactly proportional to supply fre- 
quency. 

Synchronous Motor. An altefnating-current motor 
which runs at a speed exactly proportional to the 
frequency of the supply current. There is no slip 
in a synchronous motor. 

Synchronous Speed. The synchronous speed of an 
alternating-current motor depends on the supply fre- 
quency and on the number of motor poles, as follows: 


Synchronous , | 120 x frequency. cycles 
Speed, RPM number of poles 


MOTOR TYPES AND CHARACTERISTICS 


Single-Phase A-C Motors 

Split-Phase Motors. The split-phase motor has two 
stator windings. In the circuit of one winding there 
is more inductance, more resistance, or more capaci- 
tance than in the circuit of the other. Consequently 
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the phase of currents tn one winding is displaced with 
reference to that of currents in the other windings. 
The phase displacement provides, in effect, two cur- 
rents which produce a rotating field and drag the 
rotor around to start the motor on a single-phase 
supply. 

Split-phase motors have rather low starting torque 
for the starting current used. They are not used on 
loads which come up to speed slowly. They have 
fairly good power factor and efficiency, also constant 
running speed. 

Common uses are for fans and blowers., small 
pumps. grinders and small power tools, washing ma- 
chines. ironers, and similar applications. 

Capacitor Motors. All capacitor motors are split- 
phase types with a capacitor to provide phase dis- 
placement for starting. Capacitor-start motors have 
the capacitor cut out after starting, then run as a 
split-phase type. Capacitor-run motors use the same 
or another capacitor during the running period. 


Capacitor motors may be designed for high, me- 
dium or low starting torque with normal starting cur- 
rent; depending on the service requirements. They 
may be designed also to allow a high slip. These 
motors, especially in capacitor-run types, have very 
good power factors and efficiencies. They run quietly. 

Capacitor motors are commonly applied to fans, any 
centrifugal devices, pumps, domestic refrigerators, 
stoker drives, grinders and bench tools, mixers, 
presses, control devices, and wherever frequent start- 
ing is required. 

Shaded Pole Motors. These motors provide phase 
displacement for starting by having closed circuit con- 
ductive rings or coils on a portion of the stator pole 
faces. They have very low starting torque and poor 
efficiency. They run at steady speed with steady load, 
but speed varies somewhat with load changes. The 
construction is very simple, there are no external con- 
nections to the rotor, operation is quiet, and stalling 
under load ordinarily does no damage. ‘These motors 
are used chietly for control apparatus, small fans, and 
wherever the need is for motion without much power. 

Repulsion-induction Motors. These motors are 
suitable for starting very heavy loads. They will bring 
up to speed practically any load which they can start, 
and they maintain constant speed with a steady load. 

Repulsion-induction motors are used for pumps 
which must start under load, for hoists and elevators, 
heavy duty grinders, saws, knives, cutters, and sim- 
ilar applications. 

Universal Motors. These motors ordinarily are de- 
signed to operate, in small sizes, at speeds from 5,000 
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to 10,000 rpm or more, and will race badly if under- 
loaded. They are applied to relatively constant loads, 
such as domestic and office appliances, and small 
portable tools. Starting torque is very high. Torque 
decreases as speed increases. The speed varies widely 
with changes of load, but stalling is unlikely. 

Synchronous Motors. Small synchronous motors 
usually are of the split-phase or capacitor types, al- 
though very small sizes may be of the shaded pole 
type. Such motors have extended or salient poles on 
the rotors, so that they pull into synchronous speed 
soon after starting. Starting torque of split-phase and 
capacitor types is fairly good. There is some un- 
avoidable vibration while running. 

Polyphase A-C Motors 

Squirrel Cage Motors. Squirrel cage induction mo- 
tors are generally used in all power ranges wherever 
three-phase or two-phase current is available. They 
are the simplest of any type in construction, deliver 
the greatest power for a given size, weight and speed, 
and néed a minimum of maintenance. Squirrel cage 
motors operate at practically constant speeds on steady 
loads, and most types have but little speed variation 
with moderate changes of load. Adjustable speed in- 
duction motors have special forms of rotor construc- 
t10n. 

Squirrel cage induction motors may be classified as 
follows in accordance with their starting torques and 
starting currents: 

Normal torque, normal (starting) current. 
Normal torque, low current. 

High torque, low current. 

High slip motors; having high starting torque, 
medium starting current, and two to four times 
the normal slip at full-load. 

E. Low torque, normal current. к 

F. Low torque, low current. 

High torque and high slip motors are used for 
starting heavy loads, such as compressors and pumps. 
Low torque types are used for loads which are light 
when started, such as fans and blowers. The high 
slip motor often is used with a flywheel which cares 
for high peaks of load. 

Wound Rotor Motors. This type of motor is used 
for heavy starting duty, especially where there must 
be frequent starts. It is used also where running 
speed must be adjustable, and where the starting cur- 
rent must be low. 


Synchronous Motors. These are used where running 
speed must be constant. They are especially suitable 
for low speeds, under 500 rpm. Synchronous motors 
will handle medium loads at starting. 
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Direct-Current Motors 

Series-wound Motors. Series d-c motors will start 
the heaviest loads. Their running speed decreases as 
the loid increases, and the speed rises at light loads. 
At very light loads, or at no load, the speed may be- 
come so high as to damage the motor. Maximum 
torque is liniited only by the ability of the commn- 
tator aud brushes to handle the large currents. Series 
motors are adapted to hoists and similar loads. 

Shunt-wound and Compound-wound, Both of these 
types will maintain a nearly constant speed with fairly 
great changes of load. With both of them the speed 
may be adjusted either above or below normal run- 
ning speeds, and will be closely maintained at the 
point of adjustment, The shunt-wound motor is suited 
for medium starting loads, while the compound-wound 
type will handle heavy starting duty. Compound- 
wound motors may be used on flywheel loads where 
there are high peaks at recurring intervals. Neither 
type will race at light loads, as will a series motor, 

Applications of shunt and compound-wound d-c 
motors include machine tool drives, any machinery 
where close speed regulation and adjustable speed are 
needed. railroad and marine applications, and such 
work. 


REVERSING ROTATIQN OF MOTORS 


Basic Rule. Extend the thumb, forefinger and mid- 
die finger of your left hand so that they are at right 
- angles to one another, so that each is at a right angle 
to the other two. When your forefinger points in the 
direction of magnetic flux between poles and through 
the armature or rotor conductors, and when your 
middle finger points in the direction of current flow 
through the conductors, your thumb will point in the 
eo that the conductors are moved through the 
eld. 

Split-phase Motors. Reverse the connections to the 
starting winding, or reverse the connections to the 
running winding. Do not reverse the connections to 
both windings. 

Capacitor Motors. Same as for split-phase motors. 

Shaded Pole Motors. Reversible only when there 
are two sets of field windings, one set for each direc- 
tion of rotation. 

Repulsion Motors. Shift the position of the short- 
circuited brushes on the commutator. 

Induction-start, Synchronous-run Motors. Shift the 
brush position on the commutator, and also inter- 
change the connections to the two slip rings. 
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Three-phase Squirrel Cage Motors. [Interchange 
any two of the three connections coming from the 
line to the stator. 

T wo-phase 3-wire Motors. Interchange the line con- 
nections to the two outer leads, leaving the сопипой 
lead as originally connected. 

Two-phase 4-wire Motors. Interchange the leads to 
either one of the two phases. Do not change the con- 
nections to both phases. 

Direct-current Motors. Reverse the connections to 
the field winding, or reverse the connections to the 
brushes. Do not make the change in such manner 
that both the fields and armature are reversed, for 
this leaves the rotation unchanged. 


MOTOR CURRENTS AT FULL LOAD 


Amperes 
Three-Phase A-C Motors 











INDUCTION MOTORS SYNCHRONOUS MOTORS 
Squirrel Cage and Wound Rotor Types Unity Power Factor 
z (See note below ) 
HP HOV 220V  440V  SSOV 2200V 220У 440У 550У 2200У 
з 5 2.5 1.3 1 — ры 
é 54 28 14 11 — Бы шек ко шы 
1” 6.6 3.3 1.7 13 — 4%. xu = 
Б 4 20 — — — 
= 0 $s IT ME Е 
3 = 9 4.5 4 — Em . = 

















еее = = = 
5 — м mnm 2 7 2 mn 5.4 
— m » з 65 33 26 65 
% Z юм 5 40  !0 86 43 393 86 
50 2 ps в 50 B 108 54 44 10.8 
— — — — — — — — — — 
60 — 4 7S ва 1$ 128 64 51 13 
75 — mw ® п 19 161 81 65 16 
100 = м B3 98 25 2i 106 55 21 
———————————— 
$ — зо 15$ 14 32 264 `132 106 26 
he — 360 180 144 36 - 158 127 32 
260 — 4850 240 1% 4 Z по 168 42 





These values of full-load current are for motors running at 
speeds usual for belted motors and motors with normal torque 
characteristics. Motors built for especially low‘speeds or high 
torques may require more running current, in which case the 
nameplate current rating should be used. 


For full-load currents of 208 and 200 volt motors, increase 
the corresponding 220-volt motor full-load current by 6 and 
10 per cent respectively. 


For synchronous motors of 90% power factor multiply above 
currents by 1.1; for 80% power factor multiply by 1.25. 


These current values are from the National Electrical Code. 


213 


MOTORS 


MOTOR CURRENTS AT FULL LOAD 


Amperes 
Two-Phase A-C Motors 


Currents given in the table are for 4-wire motors. 
In a 3-wire 2-phase-system the current in the com- 
mon conductor will be 1.41 times the values listed. 








INDUCTION MOTORS SYNCHRONOUS MOTORS 
Squirrel Cage and Wound Rotor Types Unity Power Factor 
(See note below) 
ЕР. ii0V 220V 440V 550V 2200V 220V 440V 550V 2200V 
—wW 43 2j 11 = — 4 
И 47 24 12 19 - Ш = — 
1% 57 2.9 1.4 1.2 — — — -- — 
14 77 4.0 2 1.6 -= = — = ре 
2 10.4 5 3 2.0 — — — -- -- 
3 -- 8 4 3.0 — — — — 
шт =т= = ^ жа тш ш= 
7% — 19 9 7 -- = — — — 
10 — 24 12 10 -- — — — — 
15 — 33 16 13 — — == — — 
20 — 45 23 19 — — = = = 
3 — S5 ж 2 6 47 24 19 4 
30 -- 67 34 27 7 56 29 23 5.7 
40 — 88 44 35 9 75 57 31 7.5 
s) — 18 54 43 11 94 47 38 94 
60 — 129 65 52 13 ІП 56 44 11.3 
75 = 156 78 62 16 140 70 57 14 
100 — 212 106 85 22 182 93 74 18 
125 — 268 134 108 27 228 114 93 23 
150 — 311 155 124 31 — 137 110 28 
200 — 415 208 166 43 — 182 145 37 


These values of full-load current are for motors running at 
speeds usual for belted motors and motors with normal torque 
characteristics. Motors built for especially low speeds or high 
torques may require more running current, in which case the 
nameplate current rating should be used. 


For synchronous motors of 90% power factor multiply above 
currents by 1.1; for 80% power factor multiply by 1.25. 


These current values are from the National Electrical Code. 


WIRING FOR MOTORS 


The following recommendations and tables are from 
the National Electrica! Code. and should be used in 
connection with motor full-load running currents 
listed in preceding tables under “Motor Currents At 
Full Load”. 

Individual Motor. Branch-circuit conductors supply- 
ing an individual motor shall have a carrying capacity 
not less than 125 per cent of the motor full-load cur- 
rent rating; provided, that conductors for motors used 
for short-time, intermittent. periodic, or varying duty, 
may have a carrying capacity not less than the per- 
centage of the motor name-plate current rating as 
shown in the following table. unless the authority en- 
forcing the code grants special permission for conduc- 
tors of smaller size. 
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MOTOR CURRENTS AT FULL LOAD 


Amperes 


Single-Phase A.C. Motors 


HP 110V 220V 440V 
1069 анн т АЙТ 
т мены» : ч 
‘eae D н 
34 г eue cue 0000000 wid. waad * - 
1 — B ЇЙ 5.5 





1% — — 


= 10 
3 —— 28 14 
5 № 50 23 
ЕЕ == 68 34 17 
10 — авала кие НО 43 21.5 





These values of full-load current are for motors running at 
speeds usual for belted motors and motors with norma! torque 
characteristics. Motors built for especially low speeds or high 
torques may require more running current, in which case the 
nameplate current rating should be used. 


For full-load currents of 208 and 200 volt motors, increase 


the corresponding 220-voit motor full-load current by 6 and 
10 per cent respectively. 


Direct-Current Motors 








HP 115V 230V 550V 
а: 33 14 
4 ——]— кенеле - т т 
17 ae, 84 4222, 
ММ [= 125 6.3 2.6 
2 E 61 8.3 3.4 
3 м | 12.3 5.0 
5 40 ОО 198 8.2 
734 — 58 28.7 12.0 
10 257 HB 38 16.0 
15 МЕ eee ED 56 — 23.0 
в 18 и i 
25 PO 
ШО ро бо у о үс 
40 IE Pacte NM 146 61 
50 ыыы тле 180 75 
50 — m d6 2:2 9 
75 0 268 111 
100 а Ml 357 146 
125 — —— 443 184 
150 SEEN ML T — 220 
200 D WM re = 295 














These current values are from the National Electrical Code. 
The values for full-load current are average for all speeds, 
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Percentages of Name-Plate Current Rating 
15- 30 & 60- Con- 
Classification of 5-Minute Minute Minute tinuous 
Service Rating Rating Rating Rating 
Short-Time Duty 
Operating valves, raising 
or lowering rolls......... 110 120 150 — 
Intermittent Duty 
Freight and passenger ele- 
vators, tool heads, pumps, 
drawbridges, turntables, 
ес M ae. Ulm. oe 85 85 90 140 
Periodic Duty 
Rolls, ore and coal-han- 
dling machines ......... 85 90 95 140 


Varying duty ............ 110 120 150 200 
or lower at the discretion of the 
authorities enforcing the regulations. 


The conductors between stationary motors, rated 
V4 H. P. or less, and certain separate terminal enclo- 
sures permitted, may be smaller than No. 14 but not 
smaller than No. 18, provided they have current- 
Carrving capacity as specihed above. 

The size of conductor calculated on the basis of 125 per 
cent of the motor full-load current for the more usual motor 
ratings is shown in the tables of "Motor Wiring and Overcur- 
rent Protection." 

For long runs, it may be necessary in order to avoid excessive 
voltage drop, to use conductors of sizes larger than the mini- 
mum sizes given in those tables. 


Conductors Supplying Several Motors. Conductors 
supplying two or more motors shall have a current- 
carrying capacity of not less than 125 per cent of the 
full-load current rating of the highest rated motor in 
the group plus the sum of the full-load current ratings 
of the remainder of the motors in the group. 

Combination Load. Conductors supplying a motor 
load, and in addition a lighting or appliance load, shall 
have a current-carrying capacity sufficient for the 
lighting or appliance load plus the. required capacity 
for the motor load determined as above for several 
motors or for an individual motor, as the case may be. 


Motors of 1 H.P. or Less 

One Horsepower or Less — Manually Started. 
Motors of 1 horsepower or less which are manually 
started and which are in a location. within. sight 
of the operator, shall be considered as protected 
against overcurrent by the overcurrent device pro- 
tecting the conductors of the branch circuit. This 
overcurrent device shall not be larger than that speci- 
fied in the table of "Motor Wiring and Overcurrent 
Protection", except that such a motor may be used 
also at 125 volts or less on a branch circuit pro- 
tected at 20 amperes. Any such moter which is in a 
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location out of sight of the operator shall be protected 
as specified below for automaticallv-started motors. 

и to One Horsepower — Automatically Started. 
Motors of % to l horsepower inclusive which are 
started automatically shall be considered as protected 
against overcurrent under any of the following con- 
ditions: 

1. If provided with overcurrent protection not 
greater than 140 per cent of the full-load current rat- 
ing of the motor, The overcurrent protective device 
shall have sufficient time delay to permit the motor 
to start and accelerate its load. 

2. If the motor is a type which cannot overheat 
due to overloads or failure to start. 

This result may be secured by windings having a sufficiently 


high impedance to prevent overheating, or by the use of an ap- 
proved protective device which is an integral part of the motor. 


3. If part of an approved assembly which does not 
norinally subject the motor to overloads and which 
is also equipped with other safety controls (such as 
the safety combustion controls of a domestic ой 
burner) which protect the motor against damage due 
to stalled rotor current. Where such protective equip- 
nient is used it shall be indicated on the name-plate 
of the assembly where it will be visible after instal- 
lation. 


а. Less than % Horsepower—Automatically Start- 
ed: Motors of less than % horsepower, automatically 
started, shall be considered as protected against over- 
current by the overcurrent device protecting the con- 
ductors of the branch circuit. 


Grounding of Motors 

Stationary Motors. The frames of stationary motors 
shall be grounded if any of the following conditions 
exist: 

a. If supplied by means of metal-clad wiring. 

b. If located in a wet place and not isolated or 
guarded. 

c. Ifin a hazardous location. 

d. If the motor operates with any terminal at more 
than 150 volts to ground. 

If the frame of the motor is not grounded, it shall 
be permanently and effectively insulated from the 
ground. 

Portable Motors. The frames of portable motors 
which operate at more than 150 volts to ground shall 


be guarded or grounded. 

It is recommended that the frames of motors which operate 
at less than 150 volts to ground be grounded if this can be 
readily accomplished. 
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Maximum Allowable Rating of Branch Ctreult Fuses 
With Code | With Code Letters | With Code | With Code 


Letters Single-phase and squirrel} Letters Letters 
à Single-phase | cage and synchronous. | Squirrel cage | All motors. 
and squirrel | Full voltage, resistor or | and synchro- Code letter 


cage and syn-| reactor startl Code | nous Auto- t 
— Full letters B to E inc transformer Without 


For 
Runn!ng Protection | voltage, resis- | Auto-transformer start- |starting, Code 
of Motors tor and reactor ing, Code Jarrera FtoR letters BtoE Сов Г t га 
Starting, Code Й . пс. = 
ет letters F to R Without Code Without CORE. 
Full For conductors tn air or Maxi- Maximum inc. Letters Code Letters 

load for other insulations mum setting Without ye erbe cage and syn- | Squirrel cage 

current (see tables 1 and 2) rating of Code Letters) chronous, auto-trans- | and synchro- 

of AWG and MCM N.E.C. protective reactance squirre transformer 

— | 30 amperes ‘squirrel 
эр ЧР Я v 
Am Amperes 

Col. No. 1 2 3 4 5 6 7 8 9 10 
та» 14 14 14 2° 1.25% 15 15 15 15 
26% 14 14 14 3” 2,50% 15 15 15 15 
39% 14 14 14 4% 3.75% 15 15 15 15 
4** 14 14 14 6% 5.0% 15 15 15 15 
Бә» 14 14 14 8* 6.25% 15 15 15 15 
64% 14 14 14 8* 7.50* 20 15 15 15 
7 14 14 14 10* 8.75* 25 20 15 15 
8 14 14 14 10* 10.0 * 25 20 20 15 
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n 
Both not more than а i nce 
30 amperes ваш 
cage. 
7 | 8 9 10 


(рәпацио?)) 


NOILOGLOUd ІМЯЧЧПОЧЯЯЛО 
аму ӘМІНІМ AOLOM 


SHOLON 


MOTORS 


MOTOR WIRING AND 
OVERCURRENT PROTECTION 


Code letters referred to in the preceding tables are 
those marked on motor name-plates to show the 
motor input with the rotor locked. Following are the 
values in kilovolt-amperes per horsepower correspond- 
ing to the letters. This is a standard of the National 
Electrical Manufacturers Association. 


Kilovolt-Amperes 


Code per Horsepower, 
Letter with Locked Rotor 
pk ae... Bae o —— 0— 3.14 
ооу т т л зү жы eal 3.15— 3.54 
 - -———————— ние i). 55— 3.99 
ІШ pen: ҚҰЗЫ лі Лаг 4.0 — 4.49 
ee ae СНИ, 4,5 -- 4.99 
7 — bd mE. cim. o 5.0 — 5.59 
(6 сонет: отқылт .еозотечаты ста 5.6 -- 6.29 
a ae el ee ene 6.3 — 7.09 
"a -  ..HMiIMJM NH. Hi ' 7. — 7.99 
DR... coa EEE носа 8.0 — 8.99 
© фес I шш н» 9.0 — 9.99 
ОБЕ аана 10.0 —11.19 
B „=. азі. ьа доага ењ 11.2 —12.49 
E um cram TUITE Et P^ b Rene 12.5 —13.99 
Ш м мины ним. Бель on La 14.0 —and up 


High reactance squirrel cage motors referred to in 
preceding tables are those designed to Innit the start- 
ing current by means of deep-slot secondaries or 
double-wound secondaries. They generally are started 
on full voltage 


Disconnecting Means 

The disconnecting means (Fig. 13-1) shall be a 
motor circuit switch, rated in horsepower, or a cir- 
cuit-brcaker, except as follows: 

a. % Horsepower or Less. For stationary motors 
of % horsepower or less the branch-circuit overcur- 
rent device may serve as the disconnecting means. 

b. Two Horsepower or Less. For stationary mo- 
tors rated at 2 horsepower or less and 300 volts or 
less, the disconnecting means may be a general-use 
switch having an ampere rating at least twice the 
full-load current rating of the motor. 

c. Exceeding 50 Horsepower. For stationary mo- 
tors rated at more than 50 horsepower, the disconnect- 
ing means may be a motor-circuit switch also rated in 
almperes, a general-use switch, or an isolating switch. 


222 


MOTORS 


It is recommended that isolating switches for motors exe 
ceeding 50 horsepower, not capable of interrupting stalled-rotor 
currents, be plainly marked ‘Do not open under load.” 


d. Portabie Motors. For portable motors an at- 
tachment plug and receptacle may serve as the dis- 
connecting means, 


Feeder Overcurrent 
Protection 


Feeder Conductors 








Motor Branch Circuit 
Overcurrent Protection 


Digconnecting Meons 


Motor 
Bronch- circuit 
Conductors *Motor-running Over- 
current Device . 
* Motor - Controller 
MOTOR 
Secondary Circuit for 
Wound - rotor Motors 
Secondary Secondory Controller 


Circuit Conductors 


Ие», = Secondary Resistor 


thd seme cose 


Fig. 13-1. Motor feeder and branch circuits, showing the 
relative positions of overcurrent protection, disconnecting 
mE and controller units. (From National Electrical 

e е 
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Carrying Capacity. The disconnecting means shall 
have a carrying capacity of at least 115 per cent of 
the name-plate current rating of the motor. 

Grounded Conductors. One pole of the disconnect- 
ing means may be placed in a permanently grounded 
conductor if the disconnecting means is so designed 
that the pole in the grounded conductor cannot be 
opened without simultaneously disconnecting all con- 
ductors of the circuit. 

To Be Indicating. The disconnecting means shall 
plainly indicate whether it is in the open or closed 
position, 

To Disconnect Both Motor and Controller. The 
disconnecting means shall disconnect both the motor 
and the controller from all ungrounded supply con- 
ductors. The disconnecting means may be in the 
same enclosure with the controller. 

Switch or Circuit-Breaker as Both Controller and 
Disconnecting Means. А switch or circuit-breaker 
of approved type may serve as both controller and 
disconnecting means if it opens all ungrounded con- 
ductors to the motor, is protected by an overcurrent 
device (which may be a set of fuses) which opens all 
ungrounded conductors to the switch or circuit-break- 
er, and is of one of the following types: 

a. An air-break switch, operable directly by apply- 
ing the hand to a lever or handle. 

b. A circuit-breaker operable directly by applying 
the hand to a lever or handle. 

c. An oil switch used on a circuit whose rating 
does not exceed 600 volts or 100 amperes, or on a 
circuit exceeding this capacity if under expert super- 


vision and by special permission. 

The oil switch or circuit-breaker specified above may be both 
power and manually operable. If power operable, provision 
should be made to lock it in the open position. 

The overcurrent device protecting the controller may be 
part of the controller assembly or may be separate. 

A compensator type of controller is not included above and 
will require a separate disconnecting means. 


Service Switch as Disconnecting Means. If an in- 
stallation consists of a single motor. the service switch 
may serve as the disconnecting means, provided it 
conforms to the requirements of these rules, and 15 
within sight of the controller. 

In Sight of Controller. The disconnecting means 
shall be located within sight of the controller or be 
arranged to be locked in the open position. 

Motors Served by a Single Disconnecting Means. 
Each motor shall be provided with individual discon- 
necting means, except that for motors of 600 volts or 
less a single disconnecting means may serve a group 
of motors under any one of the following conditions. 
The disconnecting means serving a group of motors 
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shall have a rating not less than is required by the 
first paragraphs of this section for a single motor 
whose rating equals the sum of the horsepowers or 
currents of all the motors of the group. 

a. If a number of motors drive several parts of a 
single machine or piece of apparatus such as metal 
and woodworking machines, cranes, and hoists. 

b. If a group of motors is under the protection of 
one set of overcurrent devices as permitted by ap- 
plicable rules. 

c. Ifa group of motors is in a single room within 
sight of the disconnecting means. 


MOTOR HORSEPOWER TEST 


The horsepower of a motor may be measured by 
means of a Prony brake for speeds up to about 2,000 
rpm and powers to about 10 hp., with an error of 1 
to 5 per cent. 

The Prony brake, as shown by Fig. 13-2, consists 
of a pulley or drum driven by the motor, of wooden 
blocks clamped with variable pressure by screws, and 
of an arm extending from the blocks to a scale, pref- 
erably of the platform type. 





Fig. 13-2 

The first step is to support the upper block, with- 
out the pulley in place, by a small rod at A while the 
outer end of the arm together with its supports rests 
on the scale. The weight now indicated by the scale 
is to be noted, since it later will be subtracted from 
the number of pounds indicated during tests. Note 
should be made also of the length of the arm, in feet, 
from the center of the pulley to the point of contact 
with the scale. 

With the motor running, and driving the pulley, the 
brake blocks are gradually tightened to impose a 
load on the motor. Simultaneous measurements are 
made of the number of pounds indicated by the scale 
and of the pulley speed in rpm, by using-a revolution 
counter and stop watch or else some kind of tachom- 
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REQUIREMENTS FOR SMALL A-C MOTORS 
Single-Phase and Universal 
(Federal Specifications) 


Characteristics—T ypes Horsepower 
y V6 4 Vv и y 


Current, locked rotor, 


amps. 
At 110 volts 20 20 23 31 45 ЫШ 
At 220 volts 10 10 11% 15% 224 30:4 

Torque, starting (% of 

full-load) 


Split-phase motors 
60-cycle, 1725 rpm. 150 150 90 
60-cycle, 1140 rpm. 125 125 75 
25-cycle, 1425 rpm. 125 125 75 
Capacitor motors, high 
torque 
60-cycle, 1725 rpm. 300 300 300 300 300 275 
60-cycle, 1140 rpm. 300 300 300 300 300 
25-cycle, 1425 rpm. 300 300 300 300 300 300 
Repulsion-start In- 
duction 
60-cycle, 1725 rpm. 350 350 350 350 350 350 
60-cycle, 1140 rpm. 300 300 300 300 300 
25-cycle, 1425 rpm. 300 300 300 300 300 300 
Power Factor, per cent 
60-cycle, 900 rpm. 36 38 40 41 43 44 
60-cycle, 1200 rpin. 43 46 49 50 352 53 
60-cycle, 1800 rpin. 32 56 60 61 63 65 
60-cycle, 3000 rpin. 57 62 66 67 69 72 
25-сусІе, 1500 гр. 52 56 60 61 63 65 
Efficiency, per cent 
60-cycle, 900 rpm. 38 42 45 4 47 49 
60-cycle, 1200 rpm. 45 49 53 54 55 57 
60-cycle, 1800 rpin. 53 58 62 63 65 67 
60-cycle, 3600 rpm. 45 49 53 54 55 57 


25-cycle, 1500 rpm. 45 49 53 54 55 57 

Speed, rpm. Synchronous Full-load 
(minimum) 

60-c ycle, 8-pole 900 

60-cvcle, 6-pole 1200 1135 

60-cycle, 4-pole 1800 1720 

60-cycle, 2 pole 3600 3440 

25-cycle, 2-pole 1500 1420 
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eter. The net weight is determined by subtracting 
from the indicated weight the weight previously 
measured with the blocks supported by a rod. 

Brake horsepower is equal to the product of the 
arm length in feet, the revolutions per minute, and 
the net weight in pounds, divided by 5250. 


BHP = arm, feet x rpm. x net lbs, 
5250 


The blocks usually are about as wide as 1% times 
the motor shaft diameter. For air-cooled blocks the 
pulley diameter in inches may be about 24 times the 
horsepower of the motor, divided by the block width 
in inches. With water cooling for blocks and pulley 
the horsepower need by multiplied by only 5 to 10 
times instead of 24. 

Torque in foot-pounds is equal to the length of the 
arm in feet multiplied by the net weight in pounds. 
By applying enough clamp pressure to bring the mo- 
tor to its normal running speed (synchronous minus 
slip) the full-load torque may be determined. Clamp- 
ing to prevent pulley rotation allows determining 
locked rotor torque. 

Locked Rotor Torque Standards 

The locked rotor torque of normal-torque types of 
squirrel cage induction motors (Classes A and B) 
should be no less than the following percentages of 
the running torque corresponding to rated load, when 
the rated voltage 1s applied. This is a standard of the 
National Electrical Manufacturers Association. 

2-pole motor 150% 10-pole motor 120% 
4-pole motor 15096 12-pole motor 115% 
6-pole motor 135% 14-pole motor 110% 
8-pole motor 125% 16-pole motor 105% 

For low starting torque types of squirrel cage in- 
duction motors (Classes E and F) the locked rotor 
torque should be not less than 50% of the running 
torque corresponding to rated load, with rated voltage 
applied. 

Checking the Speed of Induction Motors 

Quite frequently the maintenance electrician may 
need to determine the actual operating speed of an 
A.C. induction motor, when no tachometer. or speed 
indicator is available. In such cases one of the fol- 
lowing simple methods may be quite convenient. 

If a millivoltmeter is available, connect its ter- 
ninals to the ends of the shaft of the squirrel cage 
motor, as shown at A in Fig. 13-3. If the motor is 
of the slip ring type, connect the nieter leads to the 
slip rings as shown at B. 
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The meter will then indicate the low frequency in- 
duced currents in the rotor and shaft, due to the slip 
or difference in speed between the revolving magnetic 


ЕМО VIEW 
OF PULLEY. 





Fig. 13-3 


field of the stator and the speed of the rotor. Each 
complete cycle or forward and backward swing of the 
meter needle will indicate a slip of one pair of poles. 

Counting the number of swings per minute and 
dividing this figure by the number of pairs of poles 
in the machine will indicate the slip R.P.M, The 
R.P.M. of the stator field may be determined by the 
following formula: R.P.M. — 120x frequency divided 
by number of poles. Then subtracting the slip R.P.M. 
from the field R.D.M. will give the actual motor speed. 

Another method of determining the speed of A.C. 
induction motors is by means of a stroboscopic prin- 
ciple. Black and white sectors can be painted on the 
end of the motor pulley, or on a card attached to the 
pulley. See Fig. 13-3. Be sure to have as many black 
sectors as there are poles in the machine. Then with 
the moter running and the pulley shielded from other 
sources of bright light, illuminate it with a 10-watt 
lamp. or better still a 2-watt neon bulb, connected to 
the same A.C. line as the motor. 

Оп а synchronous motor the black sectors would 
move forward one pole for each alternation. and as 
they are illuminated by the lanip once during each 
alternation, they would appear to stand still. On an 
induction motor which operates at less than syn- 
chronous speed due to the slip. these sectors will 
appear to move backward or opposite to motor rota- 
tion. Count the number of apparent backward revo- 
lutions per minute and again subtract from the rotat- 
ing magnetic field R.P.M. and the result will be the 
actual motor speed. 
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ADAPTING INDUCTION MOTORS TO NEW 
OPERATING CONDITIONS 


The rate at which many industrial plants are ex- 
panding their facilities for increased production is 
creating пем responsibilities and opportunities for 
maintenance electricians. І 

Due to the difficulty involved in obtaining new 
equipment fast enough to meet expansion require- 
ments, idle electrical machines of the older tvpes are 
being rehabilitated and converted to use under changed 
conditions. Motors out of service for years are being 
adapted to new operating conditions by reconnecting 
or rewinding. 

Every maintenance electrician should be alert to 
opportunities to convert such idle equipment to use- 
ful service. 

The replacement of 25 cycle energy by a 60 cycle 
supply presents the problem of adapting the existing 
25 cycle motors to 60 cycle operation. Three methods 
may be employed to accemplish the above: First. a 
change in applied voltage: second, a change in the 
winding connections; third, a complete rewinding job. 
The method ultimately employed in any given case 
will depend upon the conditions. 

By the first method, a 110 volt 25 cycle motor may 
be operated from a 220 volt 60 cycle circuit, and a 
220 volt 25 cycle motor can be connected to a 440 
volt 60 cycle circuit. In both cases, the motor’s speed 
and h. p. rating will be approximately doubled. The 
pefipheral speed of the rotor must be given considera- 
tion in such a change, for, should the rim speed ex- 
ceed 7,000 feet per minute, there is a possibility of 
the rotor being unable to withstand the increased cen- 
trifugal stresses. The speed of the machine driven 
by such a motor may be maintained at its normal 
value by reducing the size of the motor pulley to 
approximately one-half its original diameter, or by 
increasing the size of the driven pulley to twice its 
original diameter. 

The second change—that of reconnection—is de- 
signed to enable the motor to operate at name-plate 
rated voltage on 60 cycles. This method can be em- 
ployed on motors that are designed to operate on twa 
voltages, such as 110-220 or 220-440. Thus a 110-220 
volt 25 cycle motor inay be changed to 60 cycle op- 
eration at 220 volts by connecting it the same as for 
operation on 110 volts, 25 cycles. If the leads are not 
brought out, the internal sections of the windings 
may be paralleled. For example, a 4 pole. 220 volt, 
25 cvcle motor, having all poles connected in series, 
may be reconnected for a 220 volt 60 cycle circuit by 
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having its poles connected two in series and the two 
groups in parallel; similarly, a 25 cycle single-cir- 
cuit-star motor can be converted to 60 cycle opera- 
tion on the same voltage by changing the connection 
to two-circuit-star. As in the previous examples, these 
changes will be accompanied by doubled speed and 
horsepower. 


The last mentioned change—that concerned with 
rewinding — is generally necessary when 25 cycle 
motors have to be changed to 60 cycle operation with- 
out any considerable change in speed. This means 
that the motor must be wound for twice as many 
poles when operating on 60 cycles. The general rules 
for rewinding are: 


Rewind the new coils for one-half the original coil 
span, using the next larger size of wire, and eighty- 
four per cent of the original turns. The winding con- 
nection will remain unchanged; that is, if the original 
winding was series-star, the new winding will be con- 
nected in a similar manner, With this arrangement, 
the horsepower and speed will increase about twenty 
per cent. 

Sometimes a combination of speed and frequency 
change may be accomplished without rewinding, but 
such re-connections are rare. In general, the relation- 
ship to keep in mind is that the number of turns in 
series in any given phase or section of the winding 
must be made to vary in inverse proportion to the 
proposed change in frequency, and in direct propor- 
tion to the change in voltage, 


With induction type motors, a change in speed in- 
variably involves a change in the number of poles set 
up by the winding and, since this implies a variation 
in the coil span, rewinding is usually required. For 
example, to change the speed of a 1800 RPM motor 
to 900 RPM on the same voltage and frequency, re- 
wind the stator employing one-half the original coil 
span and double the number of turns per coil, Wire 
size must be halved and original connections pre- 
served. If the motor was originally 4 pole series star, 
the new winding will be 8 pole series star. Such a 
change will maintain the original torque but will de- 
crease the horsepower in proportion to the speed. 
Changes from low to high speed demand considera- 
tion of the depth of iron behind the stator teeth, as 
a decrease in the number of poles increases the flux 
in this area. 

When windings are changed for. operation on a dif- 
ferent voltage, frequency, or speed, it is important 
that the flux density in both the teeth and the back 
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iron will be unchanged. Low densities decrease the 

torque and power; higher densities result in over- 

heating. 

When such changes are made the following should 
be kept in mind: 

l. Increase in the number of poles reduces the flux 
per pole im inverse proportion. 

2. Increase in the number of poles reduces the speed 
of the rotating magnetic field in inverse proportion. 

Thus when the number of poles in a winding is 

doubled, the flux per pole is halved; however, the 

total flux in the air gap is unchanged as there are 
twice as many poles with one-half flux per pole. Con- 
sequently, the torque developed is unchanged. But 
the speed of the rotating magnetic field is halved and 
the counter voltage is similarly reduced. The horse- 
power developed will reflect a proportionate decrease. 

3. Increase in the frequency raises the speed of the 
rotating magnetic field and the counter-E.M.F. їп 
proportion. If voltage applied to the winding is 
raised in proportion to the speed, the flux will re- 
main constant, the torque will remain constant, 
but the horsepower will vary as the R.P.M. 

4. When the coil span of a winding with a given 
number of poles is reduced, the C.E.M.F. generat- 
ed by the winding is diminished in proportion. 
Therefore the voltage applied to the winding must 
be decreased. 

Taking all changes into consideration a 25 cycle, 
2 pole motor will, when changed to 4 pole, 60 cycle 
with the same chord factor, have the same air gap 
flux, V the back iron flux, 1800/1500 of the original 
speed and 1800/1500 of the original C.E.M.F. Since 
the C.E. M.F. should approximately equal the applied 
voltage the number of turns per phase will have to 
be reduced to 1500/1800 of the original value or 84%. 
Thus the machine should be rewound with 84% of 
original turns and one size larger wire. 

In some cases the problem is one involving a 
change in the number of phases. As such changes 
may affect both speed and h.p. output, it is impera- 
tive that the ultimate results of the conversion be 
understood before reconnecting or rewinding is at- 
tempted. A modification not uncommon is the chang- 
ing of a two-phase motor to three-phase operation. 
The possibilities associated with such a change will 
now be considered. 


The simplest change with regard to phase varia- 
tion is the reconnecting of a two-phase series-con- 
nected motor to three-phase series-star. When so 
changed, however, the three-phase winding contains 
25% more turns per phase than is required if the 
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same value of line voltage is to be employed. In other 
words, a two-phase series-connected 220-volt motor 
will, when connected three-phase series-star, require 
a voltage of 275 volts between lines if the same volt- 
age per coil is to be maintained. Since this is usually 
impracticable, normal voltage per coil may be ob- 
tained by cutting out one-fifth “of the coils; these 
coils should be spaced around the stator as symmet- 
rically as possible in order to avoid unbalanced phase 
voltages. Furthermore, since the normal full load 
current per line wire for a three-phase motor is 12.5% 
greater than that drawn by the two-phase motor for 
the same line voltage. it 1s evident that the three- 
phase h.p. will be less than rated two-phase h.p. by 
this amount. However, as the average motor will 
withstand a 15% overload without injury, equal *h.p. 
on the three-phase connection may be obtained. 

Due to the fact that the voltage tmpressed across 
the insulation between phases may equal the line 
voltage, motor manufacturers invariably place heavier 
insulation on the coils at the ends of the pole phase 
groups; therefore when a change from two-phase to 
three-phase is made. the insulation on the phase coils 
should be changed if the possibility of insulation 
breakdown is to be minimized. This change, which 
implies the insertion of extra insulation between the 
pole phase groups, should always be performed 
where conditions permit; however, where windings 
have been heavily doped. this may be impractical. On 
low voltage machines, it may be possible to effect a 
phase change that will perform satisfactorily without 
the extra insulation mentioned, although the strain 
on certain sections of the motor winding 1s increased, 
and the possibility of failure enhanced. 

A combined voltage and phase conversion fre- 
quently made ts the change from 440 volts two-phase 
to 550 volts three-phase. Under these circumstances, 
all stator coils are used effectively in both connec- 
tions, the motor performing equally well under either 
condition, One precaution that must be strictly ob- 
served when making phase changes is the avoidance 
of parallel circuits, particularly where such circuits 
contain dead coils; for the prevention of circulating 
currents can be effected only tf the yoltages induced 
in the parallel sections are not only equal in value, 
but also in phase with each other. Thus it is possible 
to have two parallel circuits in a phase. each con- 
taining an equal number of coils, that will produce 
excessive heating due to the differences in phase of 
the induced voltages in the two apparently equivalent 
sections. It follows that a careful consideration of all 
of the factors affecting the ultimate distribution of 
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current should be made before a change in the con- 
nection is attempted, as only by such a procedure can 
unsatisfactory performance be avoided. 

When a change in the number of phases is contein- 
plated, consideration of the relation between the num- 
ber of slots per pole in the original and the proposed 
winding is essential, for a symmetrical winding is not 
possible unless the number of slots per pole is divis- 
ible by the number of phases. For example, if a 48 
slot, 6 pole stator is to be converted from 2 phase to 
3 phase operation, it will not be possible to get an 
equal number of coils per phase in each pole, as the 
number of slots per pole (8) is not divisible by- the 
proposed number of phases (3). As there should be 
an equal number of coils in each phase, unequal coil 
grouping—an arrangement employed to insure the 
above requirement—must be used. The manner in 
which the coils may be arranged to achieve a bal- 
anced 3 phase winding in a 6 pole, 48 slot stator is 
indicated in the following chart. 


PhaseA PhaseB Phase C 


lst pole 3 3 2 
2nd pole 2 3 3 
3rd pole 3 2 3 
4th pole 3 3 2 
5th pole 2 3 3 
6th pole 3 2 3 
Total per phase 16 16 16 


This niethod of obtaining a balanced winding is 
frequently used where a change in the number of 
phases 1s desired. 

While this article does not cover all possible 
changes, it does show how a nuniber of the frequently 
desirable conversions niay be effected. By carefully 
following the instructions given, many graduates 
should be able to effect considerable savings and help 
to avoid production delays by converting idle motors 
ta active use. 


TERMINAL MARKINGS 


The purpose of marking the terminals of electric 
power apparatus with standardized letters, numbers 
and other symbols is to aid ın making correct connec- 
tions between parts of the power system. 

Standardized markings sponsored by the National 
Еіесігісаі Manutacturers association have been ap- 
proved by the American Standards Association. These 
standards appiy to motors, generators, synchronous 
converters and constant potentiai transformers. Тһе 
markings are used oniy for terminals to which con- 
nection must be made from outside circuits or from 
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auxinary devices which must be disconnected for ship- 
ment. They are not intended to be used for internal 
machine connections. 

There is tne possibility of finding terminals un- 
marked, or marked without any system, or marked 
with some system other than standard. There is the 
further possibility that internal connections may have 
been changed or that errurs may have escaped de- 
tection. lt is advisable, therefore, before making con- 
nections, to make the usual check tests for polarity, 
equality of voltage, phase relation and phase rotation 
uniess it is known that the markings are correct. 

Markings consist of a capital letter which indicates 
the character or function of the winding which is 
brought to the terminal or indicates the external con- 
nection which should be made. For example, the 
letter S indicates a series held connection. 

With the capital letters are used subscript numbers; 
0, 1, 2, 3, etc. Following are the meanings of the 
letters. 

Rotating Apparatus and Control 
(Except railway motors) 
Armature; brush on commutator. 
Brake 
Booster field 
Shunt brake resistor 
Coniunutating field 
Dynamic braking resistor 
Shunt field 
Capacitor 
Line 
Brush on collector ring (except d-c field) 
Resistance, armature and miscellaneaus 
Series field 
Stator (alternating-current only) 
Resistance, shunt field adjusting 
Equalizing lead 
(subscript) Neutral connection 
Railway Motors 
Armature (connected to brush holder) 
Armature (connected to brush holder or to 
commuting pole) 
External leads when commutating field wind- 
ings are not permanently connected to the 
armature 
D,DD Conrpensating field 
F,FF Main field, 
M Field control lead 
ММ Additional field control lead. 

Uses of subscript letters in identifying opposite ends 
of a winding, related parts, parts to be connected, 
etc., are evident in following diagrams of motors 
where terminal letters and numbers are shown. 
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SINGLE-PHASE A-C MOTORS 
Connections and Terminal Markings 
SPLIT-PHASE TYPES 


REVERSIBLE MOTOR, AUTOMATIC CUTOUT 


baal 


Ts 










One direction rotation 


Other direction rotation 


NON-REVERSIBLE MOTOR, AUTOMATIC 
CUTOUT 





REVERSIBLE MOTOR, MANUAL CUTOUT 


LU" 


Ts 










Once direction rotation 





Ocher direction rotation 
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MOTORS 


SINGLE-PHASE A-C MOTORS 
Connections and Terminal Markings 
SERIES TYPES 


UNIVERSAL, NON-REVERSING, 
NOT COMPENSATED 


SERIES FIELD 





А, A2 


UNIVERSAL, REVERSING, 
NOT COMPENSATED 


A, 2 S Sa 


SERIES 
WINDING 













INDUCTIVELY COMPENSATED, 
SEPARATE STATOR WINDINGS 


Е 


SERIES WINDING 


Fig. 13-5. American Standards 
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SINGLE-PHASE A-C MOTORS 
Connections and Terminal Markings 
SERIES TYPES 


CONDUCTIVELY COMPENSATED, 
SEPARATE STATOR WINDINGS 






SERIES WINDING 


1 A2 


CONDUCTIVELY COMPENSATED, 
COMMON STATOR WINDINGS 


А, Аҙ 


CONDUCTIVELY COMPENSATED, 
REVERSIBLE, 


SEPARATE STATOR WINDINGS 
ң 
i ала 
Si 
Б 


A2 







Ls | L: fTie Together 
One direction rotation [Sto TH & A: to T; 
Other direction ration) A, | S: I&i T, £A: toT 








Fig. 13-6. American Standards 
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SINGLE-PHASE A-C MOTORS 
Connections and Terminal Markings 
а REPULSION TYPES 


SINGLE VOLTAGE 
INDUCTIVELY COMPENSATED 


T 


— 


DOUBLE VOLTAGE 
INDUCTIVELY COMPENSATED 


Ti 
T3 
Te 





REPULSION OR REPULSION START 
SINGLE VOLTAGE, NOT COMPENSATED 


+ ` 
Ta 


Fig. 13-7. American Standards 
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SINGLE-PHASE A-C MOTORS 
Connections and Terminal Markings 
REPULSION AND INDUCTION TYPES 


REPULSION OR REPULSION-START 
DOUBLE VOLTAGE, NOT COMPENSATED 


T, 





" REPULSION OR REPULSION-START 
SINGLE VOLTAGE, REVERSIBLE 





INDUCTION TYPE, NON-REVERSIBLE, 
WITH STARTING BOX 


u T i 
STARTING 
L © 
3 
L, Ti 
RUNNING Tp С) 
La 
Тз 
Fig. 13-8. American Standards 
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SINGLE-PHASE A-C MOTORS 
Connections and Terminal Markings 
CAPACITOR TYPES 


CAPACITOR START, 
CAPACITOR RUN MOTORS 


CAPACITOR START, 
INDUCTION RUN MOTORS 


Ts Te 


m 


ЗО 


LOW TORQUE, CAPACITOR ONLY. 


Te 







ей 
75, START 





ENCLOSURE — 
І 


Ж ња а 


HIGH TORQUE, CAPACITORS 
AND CONTACTOR 


1 
3, START |® 





----------------- 


5 


cC 


l 
i 
| 
1 
1 
| 
i 
| 
1 
і 
| 
i 
1 


Fig. 13-9. American Standards 
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SINGLE-PHASE A-C MOTORS 
Connections and Terminal Markings 
CAPACITOR TYPES 





J 4 
£NCLOSURE"L.... “1 io 


mmm = cc ————— с акан 


. HIGH TORQUE, CAPACITOR, RELAY 
AND CONTACTOR 


NOTE-iF CENTRIFUGAL SWITCH I$ 
PERMANTELY WIRED TO 
MOTOR OMIT ITS MARKINGS 







= enn nnmnnn mn cuo m m mm ema) 


HIGH TORQUE, CAPACITOR & 
CENTRIFUGAL SWITCH 


Ts) start 18 
ee ee ee 
і 
" B OT, OTe і 
і 
OQ Jo т 
І 
Je Jio ; 
г t 
| BE 
' № 
ГУТ. ХАТЕ EX 


HIGH TORQUE, CAPACITOR START, 
CAPACITOR RUN, TWO CONTACTORS 


Fig. 13-10. American Standards 
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SINGLE-PHASE A-C MOTORS 
Connections and Terminal Markings 
CAPACITOR TYPES 

NOTE -JF CENTRIFUGAL SWITCH 


IS PERMANENTLY WIREO TO 
MOTOR OMIT ITS MARKINGS 






CAPACITOR START, INDUCTION RUN 
DUAL VOLTAGE 


Ts Te 


START 


| 
і 
| 
1 
' 
1 
1 
1 
4 


Ls TEC. 


CAPACITOR START & RUN, WITH DOUBLE 
THROW CONTACTOR, TRANSFORMER 
AND CAPACITOR 


Та Т) 


% 
vc 
Ті 
ANY DUAL VOLTAGE MOTOR, SERIES ОВ 


PARALLEL CONNECTIONS 


Fig. 13-11. American Standards 
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THREE-PHASE A-C MOTORS 
Connections and Terminal Markings 


VARIABLE TORQUE 
% 





CONSTANT TORQUE 
7% 


? 





CONSTANT TORQUE 


7 








317 & T. 
| Ti, Ts 
High Te T4 | Ts —— Ts, T: 


Fig. 13-12. American Standards 
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THREE-PHASE A-C MOTORS 
Connections and Terminal Markings 
CONSTANT HORSEPOWER 





CONSTANT HORSEPOWER 


14 





3- ша —2 ORO S 


A ee. 


Speeds ] and 2 s Speed 3 


Tie 
Li Lo Li T 


Together 
ЕРЕН ЕУШ БҰЛ Pi Ts To | 












Fig. 13-13. American Standards 
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THREE-PHASE A-C MOTORS 
Connections and Terminal Markings 


3-SPEED —3 WINDINGS 

















Tu 
7, 7 
Тз Ig 
ig 
5 ? ?з Tee 
Е Д Іш | » — - [Tie To- 
Speed. Li. I4 [Open ether 
| Ті, Тіз, Тіз, Ті, 
Low |Ті Т, Т Т.Т, Тз -- 
| Ti Т2, Ts 
254 |Ti;; Tig Tis Ti? T, 1 In Ти = 
| Ta, Ta, 
High [Tan Tal Tes E i Таа, Т Ет Ts Ti; !— 


4-SPEED —2 WINDINGS 
7м 


Ту 
7з 


Speeds f and 3 








— — — — 


High | Tie | Tie! Tis | — — —— 


Fig. 13-14. American Standards 
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DIRECT-CURRENT MOTORS 
Connections and Terminal Markings 
SHUNT-WOUND TYPES 


SHUNT 
FIELD 


COMM FIELD 





AA Az 


NON-REVERSING COMMUTATING- 
POLE TYPE 


SHUNT ?? 
FIELD 


Я» comm FIELD 





f A Az fo 
REVERSING COMMUTATING-POLE TYPE 


SHUNT fe 
FIELD 





А c Ap 


NON-REVERSING NON-COMMUTATING- 
POLE TYPE 





SHUNT f2 
FIELD 


ANA: | 
F, A; Az fz 
REVERSING NON-COMMUTATING- 
POLE TYPE 


Fig. 13-15, American Standards 
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DIRECT-CURRENT MOTORS 
Connections and Terminal Markings 
SERIES-WOUND TYPES 


Ao COMM SERIES 


FIELD FIELD 








4 Az 
REVERSING NON-COMMUTATING- 
POLE TYPE 

5 S 
SERIES 
FIELD 
A, % 53 Se 


REVERSING COMMUTATING-POLE TYPE 


Az SERIES FIELD 





A Az 
NON-REVERSING NON-COMMUTATING- 
POLE TYPE 

Shean 





A, S— SERIES 
FIELD 


A Ho 5, 52 
NON-REVERSING COMMUTATING- 
POLE TYPE 


Fig. 13-16. American Standards 


247 


EE EE ge en a — eee 7 


MOTORS 


DIRECT-CURRENT MOTORS 
‘Connections and Terminal Markings 
COMPOUND-WOUND TYPES 


f, SHUNT Р 
FIELD 





COMP SERIES 
FIELD FIELD 
fy A Oe 
NON-REVERSING COMMUTATING- 
POLE TYPE 


SERIES 





Е Л, Az Si 52 fe 
REVERSING COMMUTATING-POLE TYPE 


Az SERIES FIELD 





Е, И, Az 


NON-REVERSING NON-COMMUTATING- 
POLE TYPE 


f SHUNT Е 
FIELD 


$ 52 


SERIES FIELD 





fy By 4; 5) $2 № 
REVERSING NON-COMMUTATING 
POLE TYPE 


Fig. 13-7. American Standards 
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MOTOR TROUBLES 
SINGLE PHASE A-C MOTORS 


Motor Fails to Start 


Fuses blown 
Switch open 
Connections broken 


No line voltage 


Wiring too small 
Overloaded line 


Motor too small 


Rotor rubs on stator 


Bearings tight or dry 
Windings burned out 


Examine fuses, switches and 
connections between motor 
and service. Look for broken 
wires, loose terminal screws, 
etc. 


Test with voltmeter or test 
lamp. 


Low voltage or fluctuating 
voltage at motor 


Reduce the load 


Put in new sleeves or bear- 
ings, center the stator. 


Lubricate, adjust if needed. 


Indicated by local heating, 
smoke, burnt odor 


Heating Excessive 


Overload 


Grounds 
Short circuits 


Connections wrong 


Rotor rubs on stator 
Bearings worn 


Bearings too tight 
Belt too tight 


Reduce the load 


Check with circuit tester 


Check with wiring diagram. 


Check with feeler; repair or 
replace bearings. 


Adjust; put in new sleeves. 


Vibration Excessive 


Rotor unbalanced 
Bearings worn 


Drive out of line 


Loose mounting 
Pulley unbalanced 


Belt heavy at some 
spots 


Remove and balance 
Repair or replace 


Align motor shaft with shaft 
of load; shafts parallel, belt 
at right angles to both. 


Tighten 
Balance or replace 


Install new belt 
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Sparking When Starting 


Commutator dirty or Clean and sandpaper. 
rough 


Brushes stuck, worn Clean, renew if necessary. 
Commiutator bars high Turn in lathe. 
or low 
High mica Undercut the mica 
High starting load Reduce load or use different 


type of starting control. 


Open circuit in stator Inspect, test and repair as 
or rotor necessary. 

Grounds or shorts 

Poor connections 


Line voltage high or Consult power company. 
low 


Sparking at Normal Speed 


Dirty short-circuiting Clean with carbon tetra- 
device chloride 


Governor sticks, or Clean and readjust 
adjusted wrong 


Speed Too High 


Dirty short-circuiting Clean with carbon tetra- 
device chloride 


Governor sticks Clean, adjust if needed 


Speed Too Low 


Overloaded Reduce the load. 
Commutator dirty or Clean and sandpaper. 
rough 
Brushes worn, loose Replace brushes. 
Brushes set wrong Adjust position, 
Brushes sticking Clean, adjust or replace. 
Connections wrong Check with diagram 
Line voltage low or Reduce load on motor. 
fluctuates 


Wire gage too small — Rewire. Causes low voltage, 
especially when starting. 
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Hums, But Does Not Start 
Brushes worn Replace brushes. 
Brushes stuck Clean, adjust, or replace. 
Brushes set wrong Adjust position; see marks 
on frame or holders. 
Overload Lighten the load. 
Opens in stator or Test and repair. 
rotor winding 
Bearings worn Replace or adjust 
Line voltage high or Consult power company, 
low 
Connections dirty or Examine all wiring, clean 
loose tighten. 


Starts Only With Rotor in Certain Positions 


Open winding in stat- Inspect, test, repair. 
or or rotor May be due to burned, 
broken or loose internal 
connections. 


Gains Speed Slowly (Poor Acceleration) 


Comutator dirty or Clean and sandpaper, 
rough 


Brushes worn or Clean, adjust or replace 
stuck 


Brush position wrong -Readjust, check with marks 
on frame or holders. 


Overloaded Reduce the load. 


Connections loose or Repair, clean, tighten. 
dirty 


Low starting voltage Power line may be over- 
loaded, or of too small 
wire gage. 


Brushes Wear Rapidly 


Commutator rough Smooth with fine sandpaper. 
Bars high or low Turn in a lathe. 
High mica Undercut the mica, 


Overload (sparking) Reduce the load 
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Low voltage ` Check line voltage, wire size, 
line loading. 
Connections dirty or Cłean and tighten. 
loose (sparking) 
Commutator out of Test; turn in lathe. 
round 
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MOTOR TROUBLES 
DIRECT-CURRENT MOTORS 


Fails to Start 

Fuse out, causing an open circuit. 
3rushes not making proper contact. 
Line switch open. 
Bearings "seized" due to lack of oil. 
Motor overloaded. This will usually blow the fuse. 
Open field circuit at the terminal block or in the 
the starting box. 
"No voltage" release magnet burned out. 
Open armature or line connections, either at the 
motor or controller. 
Grounded winding, frequently blows the fuse. 
Brushes not set on neutral point. 
Armature wedged. Remove the wooden wedges 
from air gap of new machines. 
Dirty commutator or brush faces. 
High mica insulation on commutator preventing 
brush contact. 
Field coils short-circuited or grounded. Will 
usually cause excessive armature currents and 
blow the fuses. 
Reversed field connections, Test for polarity with 
a pocket conipass. 
Low voltage. 
Pulley, gear, or coupling, may be tight against 
the bearing. 
Bent shaft, causing armature to stick on pole 
faces. 
sadly worn bearings allowing armature to rub 
field poles. 
Burned out armature. 

Starts Too Quickly 
Starting box resistance too low for the motor. 
Starting box resistance short-circuited. 
Insufficient time allowed for starting. 
Line voltage too high. 
Series motor without enough load for the starting 
resistance used with it. 
Too much resistance in field circuit. 


252 


өм» 


мәй мі 
‘Tm SON AUS 


SUP MA peto 


сл ә М ‘e 


MOTORS 


Rotation Reversed 
Reversed field connections. 
Brush connections reversed or brushes in wrong 
position. 
Compound motor connected differential and starts 
in reverse direction from the series field. Speed 
will be high and torque very low. 
No field. Residual magnetism may start the mo- 
tor in reverse direction on very light loads only. 
Motor will not start under heavy load. 
Wrong field connection in starting box, Arma- 
ture resistance may be in series with the field. 


Slow Starting and Weak Power 
Low voltage. 
Resistance of starting box too high. 
Brushes off neutral, and will cause bad sparking. 
Motor overloaded. 
Heavy flywheel on driven machines. 
Weak field due to resistance in its circuit. 
Dirty or loose connections. 
Dirty or loose brushes. 
Brushes improperly spaced on commutator. 
Armature defects, shorts, grounds or opens, 
Wet armature or commutator. 
Bucking or Jerking 
Overloaded motor. 
Reversed interpole polarity. 
Loose field connections which alternately open 
and close the field circuit and cause the motor to 
run jerkily. 
Wet or shorted field coils. 
Defects or loose connections in starting box. 
Overspeeds 
Open field circuit, may cause dangerously high 
speed. 
Shorted or grounded field coils. 
Load suddenly reduced on compound motor using 
feld control. 
Brushes off neutral. 
Shorted or grounded armature conductors. 
Line voltage too high. 
Series motor overspeeds on light loads or no load. 
Sparking at Brushes 


Brushes or connnutator dirty. 

Rough or burned commutator. 

High or low bars in commutator. 

Commutator out of round.. 

Commutator segments shorted by carbon or cop- 
per dust in the mica slots, or by solder bridged 
across the bars. 

High mica. 
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Sparking at Brushes (Cont’d) 


Brushes off neutral. 
Wrong type of brushes. 
Brushes poorly fitted. 
Brushes stuck in holders. 
Poor or unequal brush tension. 
Weak field, due to short circuits or grounds in 
the coils. 
Reversed field coils. 
Opens or shorts in armature winding. Opens 
usually cause long blue sparks and shorts are gen- 
erally indicated by yellow or reddish sparks. The 
location of the defective coils will usually be in- 
dicated by burned bars to which they are con- 
nected. 
Oil, grease or water on the commutator. 
Unequal air gaps due to worn bearings. 
Unbalanced armature winding. 
Bent shaft which causes brushes to chatter, 
Poor foundation, permitting vibration of the ma- 
chine. 

Overheating | 
Overloading will cause heat on both motors and 
generators due to excessive current passing 
through their windings and brushes. 
Excessive brush friction and brush tension too 
great. 
Brushes of too high resistance, 
Brushes off neutral. 
Damp windings. 
Excessive sparking at commutator, which may 
cause enough heat to melt the solder and loosen 
the armature connections. 
Opens or shorts in armature winding. 
Hot field coils caused by high voltage or short 
circuits in the coils. 
Field shunts loose or disconnected. 
Windings shorted by oil-soaked insulation. 
Hot field poles may be due to poor design causing 
eddy currents in the pole shoes. Unequal air gaps 
may cause field poles closest to the armature to 
heat. 
Hot bearings due to poor lubrication. May be 
caused by poor oil, stuck oil rings, or clogged oil 
wicks. Also caused by poor shaft alignment or 
excessive belt tension. 
Armature out of center with field poles, due to 
worn bearings, Causes excessive currents in parts 
of the armature winding and eddy currents in the 
field poles. Bearings should be repaired innne- 
diately. 
Clogged ventilating ducts, 
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15. Loose connections between armature coils and 
commutator bars. 

16. Weak field, not allowing sufficient counter-E.M.F. 
to be generated to keep the armature current 
normal. 

17. Heat transfer through direct shaft connections 
from air compressors, steam engines or other 
machinery. 

Normal operating temperatures of D. C. motors 
should not exceed 40° C. above the surrounding room 
temperature when operated at full load, or 55? C. at 
2596 overload for two-hour periods. If the machines 
are operated at temperatures above these values for 
any length of time, thc insulation of the windings will 
become damaged and eventually destroyed. Safe op- 
erating temperature is about 140 to 150 degrees F. 


Unusual Noises 

i. Belt slapping due to a loose, waving belt. 

2. Belt squealing due to belt slipping on the pulley, 
caused by loose belt or overloads. 

3. Brush squealing due to excessive spring tension, 
hard brushes, or dry commutator surface. Appli- 
cation of a good commutator compound will 
usually stop the squealing due to a dry unlubri- 
cated commutator. 

4. Knocking or clanking may be caused by a loose 
pulley, excessive end play in the shaft, a loose key 
on the armature spider, or a loose bearing cap. 

5. Chattering vibration, caused by poor brush ad- 
justment and loose brushes, hard brushes, or com- 
mutator out of round. 

6. Heavy vibration due to unbalanced armatures, 
bent shaft, or loose foundations. 


DIRECT-CURRENT MOTOR CONVERTED 
TO ARC WELDING GENERATOR 


Direct-current motors of 10 to 20 h.p. may be con- 
verted into welding generators with little difficulty, 
providing they are compound wound machines. Some 
motors may be adapted to this application by install- 
ing a series winding and providing separate excitation. 
The most desirable type of machine for welding con- 
version, and the one that presents the least difficulty 
in making the change, is a 110-volt 10 h.p. or 15 h.p. 
compound type motor. To adapt such a motor to 
welding work requires two necessary changes: 

First, change the armature winding from a simplex 
to a duplex connection; second, reconnect the shunt 
field coils, so that the normal voltage is imposed upon 
each coil when 55 volts is applied to the field. (See 
Fig. 13-18.) Changing the armature winding from 
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simplex to duplex will half the armature voltage and 
double its current carrying capacity. Reconnecting the 
shunt field coils will insure normal field. strength at 
the reduced voltage. After the above changes have 
been made, the 10 h.p. motor should deliver about 150 
amps. at 55 volts, and the 15 h.p. unit will deliver 
approximately 240 amperes. 

Before any changes on the armature are attempted, 
the winding should be carefully examined to see 
whether it is lap or wave wound. If it is wave wound, 
the current carrving capacity of the armature may be 
doubled by changing the winding of a lap connection; 
if it is lap wound, the connection must be changed 
from simplex to duplex. Either of these changes 
doubles the number of paths through the armature, 
assuming the machine to have four poles, which is 
usually the case for motors of 10 h.p. to 15 h.p. rating. 
It is better, as a general rule, to change the winding 
from simplex to duplex, regardless of whether it is 
lap or wave wound, since this change involves but 
little movement of the coil leads, and lessens the 
chance of breaking the wires; moreover, this method 
may be applied to either lap or wave windings. 





27Ғ( 03 COMMVECTEO FOG STE 


Fig. 13-18. The above diagram shows how the field coils may 
be reconnected so as to maintain a norma! field strength 
on half the original voltage. The top drawing shows all four 
coils connected in series and the drawing on the bottom 
shows the two series groups connected in parallel with 
each other. | M р 
The change is made by raising all of the top coil 

leads and moving them over a distance of one com- 

mutator bar. This is shown in the sketches “A” and 


"B" of Fig. 13-19. Note that in sketch "A," which 
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shows the ordinary lap connection, the top lead “X” 
is connected to bar 2; "Y" is connected to bar 3; "Z" 
is connected to bar 4; and so on. After the change, 
the top lead "X" is connected to bar 3; "Y" is con- 
nected to bar 4; and "Z" to bar 5, as in figure 2B, 
and so on for all the cther leads. This really amounts 
to merely moving all the top leads over a distance 
equal to one commutator bar. Note, too, that the 
bottom leads are undisturbed. 

The same procedure is employed with a wave wind- 
ing, except that with this type an odd number of 
conmiutator bars is sometimes employed. The odd bar 
may be eliminated by joining it to an adjacent bar 
and treating these two as one bar; the extra coil in 
this case must be left out of the circuit. In any case, 
before such a change is attempted, a complete dia- 
gram of the armature winding should be made, show- 
ing the connections both before and after the change, 
and the winding should be carefully traced. 


SIMPLEX LAP 





DUPLEX LAP 





123456 -Е)е 


Fig. 13-19. The above diagram shows how the current capac- 
ity of an armature may be doubled hy changing the coil 
connections from simplex lap to duplex lap. 


This procedure will eliminate the confusing mis- 
takes that sometimes follow an attempted change of 
this sort, as it is much easier to check connections on 
a diagram than on the actual machine. 
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An easier conversion than the above may be ac- 
complished by separately exciting the field from a 
suitable D. C. source, such as a farm lighting plant, 
and reconnecting the fields if necessary. With such 
an arrangement at 15 h.p., 110-volt motor, will de- 
liver over 200 amperes without any change in the 
armature winding. Such a welder could be driven by 
an engine of a Model "A" Ford, with some other 
suitable engine. 

Should the machine be a compound type, the series 
field winding is usually connnected differential, al- 
though both connnections should be tried, as, due to 
the variations in design on different machines, it may 
be found that the cumulative connection gives better 
results. 

Should the shunt field be separately excited, dif- 
ferential connection of the series field would gen- 
erally produce the most satisfactory results. To give 
the welding circuit the falling voltage characteristic 
that is essential to such applications, it is necessary 
to place a resistor in series with the positive welding 
lead. This resistor should be capable of carrying— 
for reasonable intervals of time—the full load cur- 
rent of the machine, and should, if the welder is to 
be used on a variety of work, be adjustable. That is, 
arrangement may be made to short circuit sections 
of the resistors when heavy currents are carried. For 
the 10 h.p. machine a % ohm resistor tapped as 
shown in figure 3, should be suitable, and for the 
15 h.p. machine a 4% ohm unit tapped in a similar 
manner may be employed. In case the arc is some- 
what unsteady or unstable, increasing the series re- 
sistance will usually remedy the trouble. 
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Fig. 13-20. The above diagram shows how a resistance unit 
consisting of several lengths of iron pipe may be used 
with a welding generator. The diagram shows the positive 
lead connected to the electrode but as previously explained, 
this connection depends on the nature of the work. 
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The resistor may be composed of 8 or 10 lengths 
of !4-inch iron pipe, screwed together and bent into 
the form shown by Fig. 13-20. This arrangement is 
compact and has current-carrying ability great enough 
for the purpose. Moreover, should prolonged opera- 
tion cause undue heating, arrangements can be made 
for circulating water through the pipe. 

With reasonable care in changing the connections 
as explained, and with a little experimental adjust- 
ment of the field strength and the load resistor, 
these converted D. C. motors can often be made to 
operate quite effectively as electric arc welding gen- 
erators. Many profitable welding and repair jobs can 
usually be found for such a machine. 
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GENERATORS 

Rotation and Current Direction. Extend the thumb, 
forefinger and middle finger of your right hand so 
that they are at right angles to one another, so that 
each is at right angles to the other two. When your 
forefinger points in the direction of magnetic flux 
across armature or rotor conductors, and when your 
thumb points in the direction of conductor movement, 
your middle finger will point in the direction of cur- 
rent flow through the conductor. 

Speed and Frequency. A conductor in a generator 
must always pass one pair of poles, or one north and 
one south pole, to complete a cycle. Therefore, the 
greater the number of poles in a generator the greater 
will be the number of cycles it will produce рег 
revolution. The frequency of any a-c generator can 
always be determined by the following simple for- 
mula: 


_ ЕРМ 
= 60 





In which: 
f — frequency in cycles per second 
RPM = revolutions per minute of generator 
60 = no. of seconds per min, 
N — no. of pairs of poles in generator 

A-C Generator Terminal Markings. American 
Standard terininal markings for single-phase genera- 
tors are as shown by Fig. 14-1. 


Three-phase a-c generators have terminal markings ` 


like those for three-phase induction motors. 
Two-phase a-c generators have terminal markings 
like those for two-phase induction motors. 


D-C GENERATOR TROUBLES 


Failure to Build Up Voltage 
1. Residual field Jost or neutralized, 
2. Reversed field, 
3. Poor brush contact or dirty commutator. 
4. Open field cireuit due to loose connections or 
broken wires. E 
5. Field rheostat open or of too high resistance. 
6. Series fiekl reversed so it opposes the shunt field, 
7. Shunts disconnected. or. improperly connected, 
8. Wet or shorted field. coils. 
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9. Too heavy load on a shunt generator. 
10. Residual maguetism reversed by flux from nearby 
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Fig. 14-1 


Poor Voltage Regulation 

Loose field shunts or connections. 
Poor regulation of engine speed. 
Belt slipping Gf generator is belt driven) 
Brushes off neutral. 
Improper resistance of field rheostat, or loose 
connections at this rheostat. 
Series field shunts not properly adjusted. 
Overheated field coils. 
Loose or grounded field wires between generator 
and switchboard. 
Armature out of center. 
Brushes improperly spaced. 
Weak field caused by short circuits or grounds 
in the field windings. 
Shorts, opens, or grounds in the armature coils. 
Excessive and frequent variations in load. 
Improper compounding, 

Will Not Operate in Parallel 
Poor speed regulation on prime mover, caused by 
improper governor adjustment. 
Open equalizer connections. 
Incorrect field shunts, open or loose field. connec- 
tions, or weak fields. 
Defective field rheostat. 
Wet field coils. 
Improper adjustment of series fields for com- 
pounding effects. 
Extreme difference in size, causing the smaller 
machine to be more responsive to load changes 
than the larger machine. 
Belt slipping, on belt-driven generators. 
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DIRECT-CURRENT GENERATORS 
Connections and Terminal Markings 


TWO-WIRE TYPES 


SERIES FIELD 





f 4 


SERIES GENERATOR WITHOUT 
COMMUTATING POLES 


SHUNT FIELD 





CONM FIELD 
<> == Az A, 
Re 4 SHUNT GENERATOR WITH 
SHUNT GENERATOR WITHOUT COMMUTATING POLES 
COMMUTATING POLES 





COMPOUND GENER, THO 
имитят/ме t ——— COMPOUND GENERATOR WITH 
COMMUTATING POLES 





COMP COMM 





M | SERI 
b FIELD FIELD A on PAS 
Az Я 
SHUNT GENERATOR WITH COMPOUND GENERATOR WITH 
COMMU TATING AND COMPENSATING COMMUTATING ANDO COMPENSATING 
FIELDS FIELDS 


Fig. 14-2. American Standards 
Standard direction of shaft rotation is clockwise, facing end 
opposite the drive. 
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DIRECT-CURRENT GENERATORS 
Connections and Terminal Markings 


THREE-WIRE TYPES 





Az М M, М» М A 


SHUNT GENERATOR WITHOUT COMMU- 
TATING POLES 


HALF OF COMMFIELD 2 Ay HALF OF 
COMM FIELD 
+ == 
Az Q 0H М М» М; Ar 
SHUNT GENERATOR WITH COMMUTATING 
POLES 
SHUNT FIELD 
HALF OF 
SERIES FIELD — p/m 
E — 
Sq RS Ho My M, MMA Sz 


COMPOUND GENERATOR WITHOUT 


COMMUTATING POLES 
SHUNT FIELD 








HALF OF 





< = = ай 
54 5з А М М М Мо 4 52 5; 
COMPOUND GENERATOR WITH COMMU- 


TATING POLES 


Fig. 14-3. American Standards 
Standard phase ind rotor rotation is а facing the end 
opposite the drive. 
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DIRECT-CURRENT GENERATORS 
Connections and Terminal Markings 


FARM LIGHTING PLANTS 


fi SHUNT 
FIELD 





4 ^5 


SHUNT GENERATOR 





SHUNT GENERATOR 


F, SHUNT f2 
FIELD 


STARTING 
SERIES 
FIELD 


STARTING 
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FIELD 
& Az Sz 
4, ж $ № SHUNT GENERATOR WITH 
SHUNT GENERATOR WITH STARTING SERIES FIELD 


STARTING SERIES FIELD 





SERIES 
FIELD 





SERIES 
FIELD 





4 23 Sz Fe 
COMPOUND GENERATOR WITH COMPOUND GENERATOR WITH 
SIARTING SERIES FIELD STARTING SERIES FIELD 


Fig. 14-4. American Standards 
Standard direction of shaft rotation is counter-clockwise, fac- 
ing the end opposite the drive. 


9. Variations in steam pressure, on generators driven 
by steain engines. 

10. Defective voltmeter, causing operator to make 
wrong adjustment. 

Three-Wire System. A direct-current supply sys- 
tem in which the voltage from one wire, called the 
neutral, to either of the others is half that which 
exists between the other two wires. For example, 
the voltage from the neutral to either of the “outside 
wires’ may һе 110, and between the two outside wires 
may be 220. See Fig. 14-5. 





a ee om Ж. Шет... Ж == Шаа 


a аль mm A oe ee —— Mental . 


T Å- ie cmn c ent 


— мый. [D . 


ima -nai a sm 


на 


—— 


EL Шы». (> Шыт» 


a i m te >. be eee eS dem 


265 7 


GENERATORS — CONVERTERS — 
RECTIFIERS 


* e eom -—— m o m om m m» 


" 
5 
m 


1 
I 
1 
+ 
t 
1 
I 
І 
І 
! 
' 
i 
’ 





Fig. 14-5 


CONVERTERS 


Converter. A rotating machine for changing elec- 
trical energy frem one form to another. A rotary 
converter, a frequency converter, an inverted con- 
verter, etc. 

Synchronous Converter. A rotating machine for 
changing alternating current to direct current, or di- 
rect current to alternating current. There is a single 
armature carrying alternating-current slip rings and 
a direct-current commutator. : 

Rotary Converter. À synchronous converter. 

‘Inverted Converter. A synchronous converter for 
changing direct current to alternating current. 

Frequency Converter. A machine for changing one 
alternating-current frequency to another frequency. 

Dynamotor. A rotating machine for changing di- 
rect-current voltages, or for changing direct current 
to alternating current of desired frequency and volt- 
age. There is a common magnetic circuit with two 
armature windings and two commutators or sets of 
slip rings. 

Motor-Generator, An electric motor directly con- 
nected to one or more generators for the purpose of 
converting a power line voltage to other desired volt- 
ages or frequencies. . 
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Fig. 14-6. Diagram of the armature connections for a simple 
two-pole, single-phase, synchronous converter. Note that 
the slip ring connections are taken at points 180 electrical 
degrees apart on the winding. 





Fig. 14-7. A. Transformer connections for a single-phase con- 
verter. B. Transformer connections for a two-phase, d a- 
metric converter. C. Transformer connections for a two- 
phase, adjacent tap converter. D. Transformer connections 
for a three-phase converter. The armature connections in 
all of the above diagrams are for two-pole machines. 
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SYNCHRONOUS CONVERTERS 


Connections and Terminal Markings 
Note: For shunt field connections see Fig. 14-9 
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SYNCHRONOUS 


CONVERTERS 


Shunt Field Connections 
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RECTIFIERS 


Rectifier. A device which changes an alternating 
current into a pulsating direct current. It may be a 
vacuum tube, gaseous tube, vibrator or copper-oxide 
device. 

Half-Wave Rectifier. A device which converts al- 
ternating current into pulsating direct current by al- 
lowing current to pass only during one half of each 
alternating current cycle. 

Full-Wave Rectifier. A device which rectifies an 
alternating current in such a way that both halves of 
each input a.c. cycle appear in the pulsating rectified 
output. 





Fig. 14-10. A. Shows a circuit of a simple half-wave rectifier 
of the bulb type, and B shows the circuit of a full-wave 
rectifier using two bulbs. 


Copper-Oxide Rectifier. A rectifier made up of discs 
of copper coated on one side with cuprous oxide. 
The discs allow direct current to flow in one direc- 
tion but allow very little current flow in the reverse 
direction. 
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| To AC. Line | 





Fig. 14-11. Circuit diagram of a bulb type mercury arc rec- 
tifier used for battery charging purposes. 





Fig. 14-12. Connection diagram of a full-wave, copper oxide 
rectifier with four units connected in a "bridge" type 
circuit. 


Te AC Lines 





Fig. 14-13. The above diagram shows the parts and connec- 
tions of a simple mechanical rectifier of the vibrating type. 
The synchronous operation of the contacts delivers pulsat- 
ing D.C. to the battery circuit. 
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BATTERIES 
DEFINITIONS 


Cell A single unit capable of serving as a d.c. volt- 
age source. A primary cell, such as a dry cell, cannot 
be recharged when exhausted. A secondary cell, such 
as the cell of a storage battery, can be recharged when 
exhausted by passing a current through it m the 
reverse direction, 

Battery. One or more dry cells or storage cells 
connected together to serve as a d.c. voltage source. 

Primary Cell. A voltaic cell or battery cell in which, 
when current is produced, the chemicals of the cell 
elements are consumed or changed to such forms that 
they cannot be restored to their original active con- 
dition by sending a reverse current through the cell, 
thus making the cell useless after having delivered a 
certain number of ampere-hours of electricity. 

Dry Cell. A primary cell having a zinc outer can 
as its negative electrode, a central carbon rod as its 
positive electrode, and a liquid electrolyte of a small 
quantity of sal ammoniac and zinc chloride held in 
an absorbent lining and in a mass of powdered graph- 
ite and manganese dioxide, these latter two materials 
being the depolarizer. The cell is sealed. Its voltage 
is approximately 1.5. 

Polarization. Reduction of the terminal voltage of 
a cell. due to formation of hydrogen gas on the sur- 
faces of the cell electrodes and to the accompanying 
counter-emf produced in the cell. 

Secondary Cell. A d.c. voltage source which is 
capable of storing electrical energy. When exhausted, 
it can be recharged by sending direct current through 
it in the reverse direction. Each cell of an ordinary 
storage battery is a secondary cell. 

Storage Cell. A secondary cell. More specifically, 
one of the cells of the ordinary automotive storage 
battery, delivering a voltage slightly higher than two 
volts and capable of being recharged. 

Storage Battery. One or more secondary, or stor- 
age cells connected together, usually in series. 

Lead-Acid Battery. A storage battery in which the 
plates for the cells have active ү of sponge 
lead and lead peroxide, and in whic@ the electrolyte 
liquid is a mixture of sulphuric acid and water. The 
most common type of storage battery. 

Electrolyte. The liquid or chemical paste which is 
used between the electrodes of a dry cell or storage 
battery. 


bam Dan apum tim. 


my Cee eee en ee. Me Ae ae д. ә. ә... 


hots ele eet, eee em 4 „ал. |. 


— a ml od ань д. Lem “eed 


„ — 


Ca Sewn —— — — — — — 


BATTERIES 


Hydrometer. A weighted hollow bulb with an ex- 
tended graduated stem which, when partially im- 
mersed in a liquid sinks to a level such that the 
specific gravity of the liquid is indicated on the stem. 

Specific Gravity. The ratio of the weight or niass 
of a substance to the weight or mass of an equal 
volume of pure water at the same temperature, or 
sometimes at a reference temperature of four degrees 
centigrade. 

Sulphation. In a lead-acid storage battery, the con- 
version during discharge of an excessive amount of 
the active sponge lead and peroxide of lead into in- 
active sulphate of lead. 

Ampere-Hour. A current of one ampere flowing 
for one hour. This unit is used chiefly to indicate 
the amount of electrical energy a storage battery can 
deliver before it needs recharging. 

Alkali-Type Battery. A storage battery using an 
alkaline or non-acid liquid electrolyte; an Edison 
battery. 


LEAD-ACID BATTERIES 


Mixing of electrolyte should be done in an acid- 
proof container of hard rubber, glass, earthenware, 
or lead. A wooden paddle or glass rod should be used 
to stir the solution. Don’t use metals for this purpose. 

The electrolyte should be allowed to cool below 
90° F. before being put in battery cells. 


MIXING ELECTROLYTE BY VOLUME 
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The amount, by volume, of water and acid to be mixed to- 
gether to produce battery electrolysis of four different 
strengths. 


BATTERY CONDITIONS INDICATED BY GRAVITY TESTS 


1.150 Sp. Gr. AUTO BATTERIES 


= = = = = = а =} 
4.215 Sp. 6n /s CHARGE IM TEMPERATE 


1.280 -L300 Sp. Grt- -= -FULL ” ELECTROLYTE 
TEMPERATUAE 


1.200 Sp. Gr.-- ~ = = - -FULL CHARGE } AUTO BATTERIES | АТ 707. 


“ STATIONARY AND 
L225 3p. Gn- ) VEHICLE BATTERIES 





Conditions of charge indicated by various hydrometer read- 
ings on lead plate storage batteries in different climates. 
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MIXING TABLE 


SPicIFIC Gravity | PARTS OF WATER TO I PART | PERCENTAGE 
OF SOLUTION | OF C.P. SULPHURIC ACID Jor SULPHURIC 


OR ELECTROLYTE ACID IN 
AT 70°F. SOLUTION 

















1.835 SP. GR. AT 70°F. 


BY VOLUME BY WEIGHT 





The amounts, both by volume and by weight of water and 
full strength acid which should be mixed together to pro- 
duce electrolysis of different specific gravities. 


Temperature Corrections. A convenient rule to use 
in making temperature corrections when a correction 
thermometer is not available but the temperature of 
the battery or electrolyte is known is as follows: 

For every three degrees above 70° F. one point is 
added to the hydrometer reading, and for every three 
degrees below 70° F. one point is subtracted from 
the hydrometer reading. 

For example, if we have electrolyte at a tempera- 
ture of 100° F. and the hydrometer shows a reading 
of 1.270, then the electrolyte temperature being 100°, 
or 30° above 70°, we will divide 30 by 3 and find 
that 10 points must be added for correction of the 
hydrometer reading. Then 1.270 plus 10 = 1.280 or 
the correct gravity reading. 

Voltage Test. While the hydrometer test must be 
used to determine the condition of the electrolyte and 
is generally a rather good indication of the state of 
charge of a battery, it is not altogether reliable for 
this latter purpose. 

There should always be a definite relation between 
the voltage of a cell and the specific gravity of its 
electrolyte, but in some cases the gravity of the elec- 
trolyte may have been altered by adding strong acid 
or by ieplacing a large quantity of spilled electrolyte 
with distilled water, 

In either of these cases a gravity reading would 
not be an accurate indication of the true condition 
of the cell. So a voltage test made by connecting the 
terminals of a low-reading voltmeter across a cell or 
battery is a more reliable means of determing whether 
the battery is fully charged or not. 
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| The on-the-line voltage test is made while the 

battery is connected in the charging line and charg- 

ing. At the end of the charge or when the cell is 

about fully charged the maximum cell voltage on 

this test will be about 2.5 volts. This voltage indi- 

cates a complete chemical change of the material in 

the plates. Old batteries often do not rise above 2.3 

volts per cell on this test due to the negative plates- 
retaining some of their lead sulphate. 

Once the voltage of the cell reaches 2.5 volts there 

can be no further rise of gravity since the plates are 

free from lead sulphate. If the gravity is. below. or 


| above the full charge specific gravity of the cell it 
should. be corrected by adding acid or water ac- 
cordingly. 


High-rate Discharge Test, The condition of auto- 
inotive batteries may be checked by discharging them 
at a high vate for a few moments while voltage read- 
ings are taken of each cell. 

For making this test some form of high rate dis- 
charge test set is generally used. These sets consist 

| of a variable resistance, generally of the carbon pile 

type, an ammeter of sutfictent capacity, and a volt- 

t meter, 

| The discharge rate for making these tests is based 
on the number of plates per cell. the usual rate being 
20 to 25 amperes per positive plate, figuring only the 

positive plates in one cell, 

For example an Il-plate battery having eleven 
plates per cell would haye 6 negatives and 5 positives 
in each. cell. As the discharge rate is based on the 
number of positives the high rate. discharge current 
for testing such cells would be 5x 20, or 5x 25, or 
100 to 125 amperes. 

While the battery is discharging at this rate the 
voltage of each cell is measured separately, and if 
| the battery is im good condition and fully charged 

the voltage should not drop below 1.75 or 1.78 volts 
per cell during the test. This voltage drop ts caused 
by the heavy current flowing through the internal 
resistance of the cell. 

Excessive voltage drop. iay be due to several causes 
such as spongy or worn out plates. clogged separators, 
or wrong -speeific gravity of the electrolyte. 

Thin and worn separators may also be the cause of 
large voltage drop by allowing the plates to be short 
circuited during heavy discharge tests. 

The exact readings obtamed on this test are net 
as important as the difference in readings between 
the several cells. A cell that gives a reading of more 
than .} volt less than the other cells is generally de- 
fective and should be opened and examined. 
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Sometimes a high rate discharge test will cause 
one cell to give a reverse reading which indicates that 
the cell is shorted. 


Cadmium Test. The cadmium test for lead-acid 
storage batteries is applied by inserting a stick or 
rod of the metal cadmium into the electrolyte, then 
reading the voltages between the cadmium and the 
positive plates aud between the cadmium and the 
negative plates. 

Cadmium tests should be made only with the bat- 
tery on charge at the regular charging rate. The test 
lead to which the cadmium stick is attached should 
always be connected to the negative terminal of the 
voltineter, while the plain test lead to be used on the 
cell terminals is to be connected to the positive ter- 
minal of the meter. 

With the battery on charge the cadinium stick is 
inserted through the vent hole of the cell cover until 
it makes good contact with the electrolyte. The cad- 
mium stick must not touch the plates and for this 
reason many of these sticks are equipped with in- 
sulating tips or with a perforated rubber tube over 
their ends. 

The cadmium should remain in the electrolyte for 
a minute or two before taking the readings so that 
a thin coating of cadmium sulphate will form on the 
stick. The other test point can then be shifted be- 
tween the positive and negative cell terminals to 
make the tests. 

By attaching it to the negative terminal the con- 
dition of the negative plates can be determined, and 
when it is in contact with the positive terminal the 
condition of the positive plates can be determined by 
the voltmeter readings, 
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With the battery on charge the voltage reading 
between the cadmium stick and the positive terminal 
will be about 2.4 volts if the positive plates are pure 
lead peroxide or fully charged. See Fig. 15-1. 

With the free test point on the negative terminal 
a reading of .1 volt to the left of zero will be ob- 
tained if the. negative plates are pure sponge lead or 
fully charged. 

If these two readings are added together their sum 
should equal the reading of a voltage test taken from 
positive to negative terminals. These voltages would 
indicate that both positive and negative plates are 
fully charged and in good condition. 

If when making such a test the positive reading 
was 2.4 volts and the negative reading to the right 
of zero, the voltage of the cell would be obtained by 
subtracting the negative reading írom the positive 
reading. Such a test would indicate that the negative 
plates are in bad condition since they are not charged 
while the positives are. 


Charging Rates. There are two general methods 
in use for charging batteries, one known as the con- 
stant current method and the other as the constant 
potential method. 

The constant current method is sometimes known 
as series charging, because all of the batteries are 
connected in series and are all charged at the same 
current rate regardless of their size or condition. With 
this system about the same charging rate in amperes 
is maintained from start to finish of the charging 
period. 

Constant potential charging systems generally use 
a motor-generator set for changing A. C. to D. C, 
and all of the batteries are connected in parallel di- 
rectly across the low voltage D. C. generator bus bars. . 
This system is sometimes called parallel charging, as 
the batteries are all connected in parallel and each 
battery forms an individual or separate circuit between 
the positive and negative busses. 

Charging rates depend largely on the size of the 
battery and the type of equipment used. In conimer- 
cial charging it is not always practical to regulate the 
current to suit each individual battery and in cases 
of this kind a rate is used that best suits the average 
battery. 


Where the charging current can be regulated a 
good rule to determine the charging rate for any 
certain battery is to start charging at % of its rated 
capacity in ampere hours, and when it is a little over 
one-half charged reduce this rate to one-half the start- 
ing rate. 
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For example, if the capacity of a battery is 80 am- 
pere-hours, the charging rate at the start for constant 
current charging would be % of 80, or 10 amperes 
and the finishing rate about 5 amperes. The reason 
for reducing the charging rate toward the finish of 
the charge is to prevent overheating of the plates, 
as the amount of lead sulphate and acid in the plates 
and being worked upon by the charging current is 
gradually being reduced, and the heavy charging cur- 
rent would develop ‘too much heat. 

In constant current or series charging it is not pos- 
sible to regulate the current to suit individual batter- 
ies, since they are all connected in series and the same 
amount of current flows through each. 

The temperature of the batteries should never be 
allowed to exceed 110? F. during charging and tem- 
perature tests should always be made on a cell in the 
center of the battery, as these cells tend to heat more 
than the outer ones because of poor ventilation, due 
to the fact that they are between the outer cells. 

Constant Potential Charging. A constant potential 
charger consists of a motor-generator set, the motor 
being either D. C. or A. C. and designed for 110 or 
220 volts, according to the available supply. and the 
generator producing direct current at 7% volts for 
charging 6-volt batteries, or 15 volts for charging 12- 
volt batteries. 

When a completely discharged battery is placed on 
a constant potential system the charging current at 
the start may be 20 amperes or more but will rapidly 
taper off as the battery voltage increases, dropping 
down to as low as 2 or 3 amperes when the battery 
becomes fully charged. 

The charging rate is limited only by excessive heat- 
ing, and when any battery overheats the charging 
rate should be reduced by connecting a resistance in 
series with one of the leads to that particular battery. 
Convenient small resistance units equipped with a 
clip at the lower end for attaching direct to the bat- 
tery terminal are obtainable for this use. 

When operating constant potential battery chargers 
the following simple rules would be well to keep in 
mind: 

l. Batteries must be connected in parallel across 
the bus bars, with the positive terminal of each bat- 
tery connected to the positive bus and negative ter- 
minals to negative bus. When the generator is idle 
the main switch on the control panel must be opened 
before connecting batteries, 

2. When starting the machine the motor of the M-G 
set is first started and allowed to come up to speed. 
The voltage is then regulated by means of the gen- 
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erator rheostat and is set at 7.5 volts for charging 
6-volt batteries. This voltage adjustment is very im- 
portant and must not be neglected. 

3. When the voltmeter registers 7.5 volts the main 
switch on the control panel can be closed, completing 
the charging circuit aud starting the batteries charg- 
ing. 

4. If it is necessary to stop the set for any reason, 
first open the main switch on the control panel in 
order to prevent the batteries from feeding current 
back through the idle armature of the generator. It 
is also advisable to disconnect the battery leads or 
open the individual battery switches when provided, 
and thus disconnect the batteries from the bus bars, 
or otherwise current will circulate between the bat- 
teries. This is caused by the ones which are of higher 
voltage or nearer to full charge discharging through 
the ones that are of lower voltage or have not been 
on charge as long. 


DRY CELLS AND BATTERIES 
LARGE DRY CELLS 


Usual performance of one No. 6 dry cell; 277 inches 
diameter, 6 inches high. 


Continuous Discharge At % Ampere 


End End 
Hours Voltage Hours Voltage 
10 1.30 50 1.00 
20 1:22 60 .88 
30 1.17 70 79 
40 1.10 80 .58 
Watt- End W att- End 
Hours Voltage Hours Voltage 
5 1.25 15 1.00 
10 1.15 20 viU 


Continuous Discharge To End Voltage 
of 1.00 Volt 


"Discharge Rate Total Discharge Hours for 
Amperes Ampere-hours Discharge 
0.1 26.0 260 
Д5 19.8 132 
> 16.7 83 
3 13.1 44 
4 10.9 27 
5 9.6 19 
6 8.6 14% 
.7 8.0 11% 
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FLASHLIGHT CELLS 


Number of Continuous 


Type Diam. Length Intermittent Discharge, 
Inches Tests Minutes 
A $$ x 176 12 25 
B И х2% 26 65 
C 15/16 x 1 13/16 42 90 
D 14х24 100 380 
Е 14 х 27 150 550 
Е 14 х37/16 180 800- 


Intermittent tests: Discharge through 4 ohms for 
5 minutes each 24 hours. End volts = 0.75. 

Continuous discharge: Through 4 ohms to end volt- 
age of 0.75 volt. 
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Section 16 
SWITCHING AND CONTROL 
DEFINITIONS 


Switch. A mechanical device for opening and closing 
an electrical circuit, or for changing the connections 
between parts or circuits. 

Single-Pole Switch. A switch having but one pair 
of contacts, which will open and close only one line 
or one circuit. 

Double-Pole Switch. A switch which simultaneously 
opens or closes two separate circuits or both sides of 
the same circuit. 

Single-Throw Switch. A switch which opens and 
closes in only one direction, which connects one line 
or one circuit to only one other line or circuit. 

Double-Throw Switch. A switch which opens and 
closes in either of two directions, which connects one 
line or circuit to-either of two other lines or circuits. 

Three-Way Switch. A switch that connects one of 
its terminals alternately to two other terminals, used 
in a circuit for controlling a single load from two 
different locations. 

Four-Way Switch. A switch used in a circuit that 
permits a single load to be controlled from any of 
three or more positions. The switch has four ter- 
minals which alternately are joined together in dif- 
ferent pairs. 

Knife Switch. A switch in which one or more flat ` 
metal blades, cach pivoted at one end, serve as the 
moving parts. The blades are usually of copper; when 
the switch is closed, they make contact with flat grip- 
ping spring clips and complete the circuit. 


Snap Switch. A switch in which movement of the 
control member first places tension on a spring, after 
which the spring tension is released to suddenly open 
(and usually to suddenly close) the switch contacts. 

Toggle Switch. A small switch operated by means 
of a lever. 

Gang Switch. Two or more rotary switches mount- 
ed on the same shaft and operated by a single control. 

Drum Switch. A switch whose circuit-connecting 
parts arc fingers held by spring pressure against con- 
tact segments or surfaces carried on the outside of a 
rotating cylinder or part of a cylinder. 

Motor-Circuit Switch. A switch that will open the 
maximum operating current of a motor, the switch 
being rated in horsepower which is the same as that 
of the motor. 
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Isolating Switch. A switch intended for isolating an 
electric circuit from the power source; to be operated 
only when the circuit has been opened by some other 
means, 

Master Switch. A switch that governs the opera- 
tion of a controller by actuating its contactors and 
auxiliary devices, 

Controller. Any device or group of devices govern- 
ing the electric power delivered to apparatus to which 
the controller is connected. 


Full-Magnetic Controller. A controller in which 
electro-magnets control all the basic functions such 
as closing and opening the line circuit, reversing, re- 
tarding and accelerating. 

Semimagnetic Controller. A controller in which 
part of the basic functions are performed by electro- 
magnets and part by hand or other means. 

Manual Controller. A controller in which alt the 
basic functions (off, on, reversing, etc.) are performed 
by hand operation. 

Drum Controller. À controller which uses a drum 
switch as its principal switching element. 

Contactor. A magnetically operated switch for open- 
ing and closing circuits carrying large currents. 


Motor Starter. A hand-operated or magnetically 
operated contactor or heavy-duty switching device for 
opening and closing the circuit feeding a motor or 
motors as the motors are stopped and started. 

Relay. A device, usually electromagnetic, which is 
itself operated by conditions in one electric circuit, 
and which effects operation of other devices in. the 
same circuit or another circuit. 

Undervoltage Release. Means which, upon failure 
or reduction of voltage, interrupts power to the main 
circuit, but does not prevent again completing the 
main circuit on return of voltage. 


Undervoltage Protection. Means which, upon the 
failure or reduction of voltage, interrupts power to 
the main circuit and maintains the interruption, 

Controller Duty. The length of time of operation of 
a controller and the number of operations in a given 
time period. Also. the. function. of a. controller; as 
starting and stopping, reversing, speed control, etc. 

Continuous Duty. A type of service in. which the 
electric machine operates at substantially constant 
load for an unlimited period. 

Periodic Duty. A type of service in which there are 
alternating periods of load and rest, with the load 
repeating in a uniform manner and quantity. 
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THREE-WAY AND FOUR-WAY SWITCHES 


Fig. 16-1. Approved method of using two 3-way 
switches to control lamps or other. loads fram two 
places. Fig. 16-2. Another two-place control. Fig. 16-3. 
One 4-way and two 3-way switches controlling loads 
from three places. Fig. 16-4. One 3-way and two 4- 
way switches control each load alternately from three 
places. 





Fig. 16-1 Fig. 16-2 
Fig. 16-3 Fig. 16-4 
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MAGNETIC CONTACTORS 


Fig. 16-5. Contactor is controlled by external knife 
switch in control circuit. Magnet coil is between 
points 1 and 2 in contactor. 

Fig. 16-6. Contactor is controlled by pete button 
station with start and stop buttons. Two magnet coils 
are in series in the contactor. Holding contacts be- 
tween 1 and 2 in the contactor close and maintain 
magnet circuit until stop button is pressed. (General 
Electric diagrams). 
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DIRECT-CURRENT MOTOR CONTROLS 


Fig. 16-7. Principle of field control and armature 
control. M ore field resistance increases the speed above 
normal running speed. Resistance in series with the 
armature is used for starting and for speed control. 
More resistance in series with the armature reduces 
the speed below normal. 
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Fig. 16-7 
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Fig. 16-8. Controller for starting and speed varia- 
tion. Magnet M holds arm in any position from 1 to 
6. Full-line arrows show armature current. Broken- ^ 
line arrows show field current. 





Fig. 16-8 
Fig. 16-9. Speed regulating rheostat for shunt- wound 
or compound-wound motors. The undervoltage device 
releases the arm should voltage drop below a certain 
value. (General Electric diagram). 
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Fig. 16-10. Speed regulating rheostat for shunt- 
wound or compound-wound motors, with line con- 
tactor in rheostat. Stop button between points 2 and 4. 
Magnet coil between 2 and 3. (General Electric dia- 
gram). 
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Fig. 16-10 
Fig. 16-11. Controller for starting and for speed 
regulation by shunt field control only. Blowout coil, 
marked B.O. Coil. Series field marked SERF. For 
shunt-wound motors the series field coil is omitted. 
(Westinghouse diagram). 





Fig. 16-11 
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Fig. 16-12. Controller providing 50 per cent speed 
reduction by armature control and 25 per cent speed 
increase by shunt field control. For shunt-wound mo- 
tors the series field is omitted. Blow-out coil marked 
B.O. Series field marked SERF. (Westinghouse dia- 


gram). 
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Fig. 16-12 


Fig. 16-13. Starter with carbon-pile resistor in ar- 
mature circuit. Solid-line arrows show armature cur- 
rent; broken-line arrows show shunt feld current. 
Field circuit includes holding coil M. When arm 
reaches contact 2, carbon pile is short-circuited. 





Fig. 16-13 
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Fig. 16-14. Automatic starter of solenoid type. Coil 
S raises plunger P and contactor bar B to make con- 
tact successively at 1, 2, 3 and 4 to gradually cut out 
resistance, Push button station allows remote control, 
Contacts A close to complete holding .circuit after 
start button released. 





Fig. 16-14 
Fig. 16-15. Magnetic controller with remote control 
push-button station. Starting resistor is shorted out 
by contacts IA. Temperature overload relay is marked 
OL. (General Electric diagram). 
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Fig. 16-16. Magnetic controller with push button 
station for start-stop or for start-jog-stop. Shows lime 
contactors, accelerating contactors and temperature 
overload relay. (General Electric diagram). 
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Fig. 16-16 
Fig. 16-17. Reversing a d-c motor with a double- 
pole, double-throw knife switch connected between 
the line and the shunt field. 





Fig. 16-17 
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Fig. 16-18. Reversing a d-c motor with a three-pole 
double-throw switch. The moving contact assembly is 
operated by a lever. (General Electric diagram). 
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Fig. 16-19. Principie ot dynamic braking. Full-line 
arrows show normal direction of armature current 
with line contacts closed. Broken-line arrows show 
reversed field current with contacts 111 апа 1.2 open, 
and D1 and D2 closed. - 
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Fig. 16-20. Drum controller for starting, reversing, 
speed control and dynantic braking. Shunt-field re- 
sistor taps numbered 1-18. First step closes armature 
circuit through resistance, also field circuit. Then ar- 
niature resistance cut out and field resistance cut in 
to increase speed. Contacts D апа БІ аге for braking. 





Fig. 16-20 
Fig. 16-21. Cam-type drum switch for series-wound 
motors. Arniature points are used for starting only. 
Field points are for speed control. (General Electric 
diagram) 
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Fig. 16-22. Cam-type drum switch for shunt-wound 
or compound-wound motors. 
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MOTOR-GENERATOR FOR SPEED CONTROL 


The variation in speed obtainable by field control 
on the ordinary d-c motor will not. in the average 
case, exceed 4 to 1 due to the sparking difficulties 
experienced with very weak fields. Although the range 
may be increased by inserting resistance in series 
with thé armature, this can be done only at the 
expense of efficiency and speed regulation. 

With constant voltage applied to the field, the speed 
of a d-c motor varies directly with the armature volt- 
age; therefore, such a motor may be steplessly varied 
from zero to maximum operating speed by increasing 
the voltage applied to its armature. Fig. 16-23 shows 
the arrangement of machines and the connections used 
in the Ward Leonard type of variable voltage control 
designed to change speed and reverse rotation, The 
constant speed d-c generator (B) is usually driven by 
an a-c motor (À) and its voltage is controlled by 
means of rheostat R. Note that the fields of both 
generator (B) and driving motor (C) are energized 
by an auxiliary exciter driven off the generator shaft. 
Thus the strength of the motor field is held constant, 
while the generator field may be varied widely by 
rheostat R. 
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Fig. 16-23 


With the set in operation generator (B) is driven 
at a constant speed by prime mover A. Voltage from 
B is applied to the d-c motor (C) which is connected 
to the machine to be driven. By proper manipulation 
of rheostat R and field reversing switch S the d-c 
motor may be gradually started, brought up to and 
held at any speed, or reversed. The advantages of this 
system lie in the flexibility of the control, the rela- 
tively great range over which the speed can be var- 
ied, the excellent speed regulation on each setting, 
and the fact that changing the armature voltage does 
not diminish the maximum torque which the motor 
is capable of exerting since the field flux is constant. 

As three machines are usually required, this type 
of speed control finds application only where great 
variations in speed and unusually smooth control is 
desired. Steel mill rolls, electric shovels, passenger 
elevators, large machine tools, large ventilating fans 
and similar equipments represent the type of machin- 
ery to which this method of speed control has been 
applied. 

Speed Variator. An a-c motor driving a d-c genera- 
tor which, in turn, furnishes current for an adjustable 
speed d-c motor. Generator voltage control is used to 
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vary the speed. Fig. 16-24 is an elementary diagram. 
The motor generator is started by means of a push 
button. The d-c adjustable speed motor is started by 
another push button and its speed is adjusted by a 
potenticmeter-type generator field rheostat. 





і 
| 
Generator G Motor M 


Commutating held Commutating field 





Еспе Ё 


Commutating held -AIE 2 


Motor-held cheastat, Shunt field 
Fuse 4 меа 








Moto: M 
“7, Ем 
Of-pasition interlock, Shunt held O#-pasition intelack, 
iÍ used ib оед, 
з g LE 4 «(у J2 6575 6A 
С 
O#-position intestock, 
ib used T 
ea Pe edd vt hl 
А 6 7 
68 | LE Е 
LE 
Fig. 16-24 


ALTERNATING-CURRENT 
MOTOR CONTROLS 


Controls for alternating-current motors here are 
grouped in four classes. 

1. Line starters, across-the-line starters, or full-volt- 
age starters, with which the full voltage of the 
power line is applied when the motor is idle and 
with which the motor is started with this voltage. 
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2. Auto starters or compensators, with which a re- 
duced voltage for starting is applied by means of 
a special form of tapped transformer. 

3. Resistance starters for squirrel cage motors, with 
which a reduced voltage for starting is obtained by 
means of resistors temporarily inserted in the mo- 
tor circuit. 

4. Resistance controllers for wound rotor motors, with 
which reduced voltage for starting, and variable 
voltage for power and speed control, are obtained 
by means of resistors. 

In a separate group are reversing controls and mis- 
cellaneous controls. 


LINE STARTERS 


Fig. 16-25. Principle of magnetic starter, Magnet 
which operates contactors is energized and de-ener- 
gized by start-stop push buttons. T—thermal over- 
load contacts. R--thermal overload heater resistors. 
Unit is for 3-phase 3-wire motors. 





Fig. 16-25 

Fig. 16-26. Magnetic starter for 3-phase 3-wire mo- 
tors. For 2-phase 3-wire circuit both phases of line 
are connected to L-3, and T-3 is connected to both 
phases or to common of motor. For 2-phase 4-wire 
circuit one phase of line is connected to L1 aud L3. 
The other phase of the line has one lead connected to 
L2, with the other lead of this phase run directly to 
a motor terminal, not through the starter. One motor 
phase connects to T1 and T3, with T2 connected to 
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the other phase lead that comes through the starter. 
For single-phase circuit connect line to L1 and L3, 
run a jumper from L2 to L1, and connect the motor 


to Tl and T3. (General Electric diagram). 
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Fig. 16-27. Magnetic starter with built-in start-stop 
buttons. Overload releases marked O.L. If remote 
start-stop push button station is to be used, remove 
the lead at terminal 3 and reconnect it at terminal 2. 
The two start-button terminals then are connected to 
terminals 1 and 2, while the two stop-button terminals 
are connected to terminals 3 and 2. (Westinghouse 
diagram). 
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AUTO-STARTERS OR COMPENSATORS 


Fig. 16-28. A hand or manually operated starter for 
3-phase motors. For starting with reduced voltage 
from the auto-transformer windings the moving con- 
tacts are brought against the lower stationary con- 
tacts. For running, the moving contacts are brought 
against the upper stationary contacts, making a direct 
connection from line conductors to motor terminals. 
Overload relays are of plunger maguet type. 
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Fig. 16-28 
Fig. 16-29. Starter with thermal overload release. 
Starting contactors are below, connecting to trans- 
formers. Running contactors are above. 
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Fig. 16-30. Magnetic auto-starter with push-button 
control and motor-driven timing relay to regulate the 
duration of the starting period. Starting and running 
circuits in heavy lines, control circuits in light lines. 
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Fig. 16-30 
RESISTANCE STARTERS — SQUIRREL CAGE 
MOTORS 


Fig. 16-31. Magnetic starter, push-button operated. 
Resistors are in series with each phase when starting 
contactors (upper set) are closed, and are short-cir- 
cuited when running contactors (lower set) are closed. 
A definite-time relay of the pendulum type is fastened 
to the line contactor and starts as soon as this con- 
tactor closes, closing the short-circuiting contactors 
after a definite time interval, (General Electric dia- 
gran). 
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Fig. 16-32. Magnetic starter, push-button operated, 
with carbon pile resistors. Two push-button stations 
control motor from two locations. Either start button 
closes a circuit shown by light arrows through start- 
ing magnet SM. Starting contactors close circuits 
shown by heavy lines. “Stick contacts” are holding 
contacts. Timing relay energizes running magnet to 
close running contactors after starting interval. 
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WOUND ROTOR MOTOR CONTROLS 


Fig. 16-33. Principle of inserting resistances in the 
rotor circuit or secondary circuit of motor. Line 


switch for stator windings is marked A. 
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Fig. 16-33 


Fig. 16-34. Speed-regulating rheostat for wound 
rotor motor. The CR-7006 switch, interlocked with 
the rheostat, is a magnetic switch for the primary 
or stator of the motor. It is actuated by the push- 
button station similarly to the switch of Fig. 16-26. 
(General Electric diagram). 
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Fig. 16-35. Starting rheostat, showing connections 
to rotor or secondary circuit of motor. A separate 
switch (not shown) closes the stator or primary сіг- 
cuit for terminals T3, T2 and T1. Terminals 1, 2 and 3 
are used only for magnetic primary switch; terminal 
‘| to holding circuit interlock terminal of switch, ter- 
minal 2 to magnet coil in switch, and terminal 3 to 
line control terminal in switch. (General Electric 
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Fig. 16-35 


Fig. 16-36. Magnetic starter, push-button operated. 
Upper contactors (LE) are for motgr primary ог 
stator. Secondary or rotor of motor connects at ter- 
minals on contactors 2À to resistor terminals R5, R6 
and R7 to place full resistauce in circuit for starting. 
After time delay, contactors 1A close to short-circuit 
the resistor terminals R2, R3 and R4. After further 
time delay contactors 2A close to short resistor ter- 
minals R5, R6 and R7, thus cutting out all resistance, 
Overload release with thermal coils is marked O.L. 
(General Electric diagrain) 
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Fig. 16-37. Drum controller for wound-rotór motor. 
Primary motor terniinals (stator) are Tl, T2 and T3; 
secondary (rotor) are M1. M2 and M3. One phase 
of the secondary is open on the first point of the 
controller. Resistor steps R5-R6, R15-R16 and R25- 
R26 are for resistance remaining permanently in cir- 
cuit. [f these not supplied, connect M1, M2 and M3 
to R5, R15 and R25 as indicated by broken lines. For 
higher starting torque, or for motors above 80 h.p., 
connect R1 to R11 at the resistor and finger marked 
R1 on controller to. terminal R3 on resistors. (West- 
inghouse diagrani). 
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MISCELLANEOUS CONTROLS 
Fig. 16-38. Reversing switch, 3-pole double-throw 
type, for 3-phase motor. (General Electric diagram) 
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Fig. 16-39. Reversing switch for 2-phase 4-wire 
motor. 
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Fig. 16-3889 — | 
Fig. 16-40. Reversiug switch for single-phase motor 
having a reversible winding. 
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Fig. 16-41. Star-delta starting of squirrel cage motor 
by means of 3-pole double-throw switch. Reduced 
voltage starting with star connection obtained with 
switch in upper position. In lower position, windings 
connected in delta fer running. 
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Fig. 16-41 


RESISTOR CLASSIFICATION 


N.E.M.A. National Electrical Manufacturers Association 

Control resistors are classified by numbers in ac- 
cordance with the percentage of full-load current that 
flows on the first control point and the portion of an 
operating period during which current flows in the 
resistor. 


Per Cent Full-load Current 


Time On on First Point 

DUTY CYCLE | During 200 

Interval 25 30 70 100 150 ог 

тоге 

No. No. No. No. No. No. 
30 sec. 

during each 101 102 -103 104 105 106 
15 mins. 
5 sec. 

during each 111 112 113 114 115 116 
80 secs. 
10 sec. 

during each 131 132 133 134 135 136 
80 secs. 
15 sec. 

during each 141 142 143 144 145 146 
90 secs. 
15 sec. 

during each 151 152 153 154 155 156 
60 secs. 
15 sec. 

during each 161 162 163 164 165 166 
45 secs. 
15 sec. 

during each 171 172 173 174 175 176 
30 secs. . 





Continuous 91 92 93 94 95 96 


It is assumed that steps of resistance are cut out at 
equal intervals during the time periods specified, also 
that the average accelerating current does not exceed 
1.25 times the full-load current. The table is based on 
resistor heating during continued operation for one 
hour. 
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SELECTION AND INSTALLATION 


Following are some of the important recommen- 
dations of the National Electrical Code relating to 
motor controllers, starters, switches, and all devices 
normally used to start and stop a motor, all of which 
are called controllers. 

Alternating-current motor controllers or starters 
must be capable of interrupting the stalled-rotor cur- 
rent. 

Rating. The controller shall have a horsepower 
rating, which shall not be lower than the horsepower 
rating of the motor, except as follows: 

a. Stationary Motor of 1% Horsepower or Less. 
For a stationary motor rated at % horsepower or 
less, that is normally left running and is so constructed 
that it cannot be damaged by overload or failure to 
start, such as clock motors and the like, the branch- 
circuit overcurrent device may serve as the controller. 

b. Stationary Motor of 2 Horsepower or Less. For 
a stationary motor rated at 2 horsepower or less, and 
300 volts or less, the controller may be a general-use 
switch having an ampere rating at least twice the full- 
load current rating of the motor.. 

c, Portable Motor of Y4 Hrosepower or Less. For 
a portable motor rated at % horsepower or less, the 
controller may be an attachment plug and receptacle. 

d. Circuit-Breaker as Controller. A branch-circuit- 
type circuit-breaker, rated in amperes only, may be 
used as a controller. When this circuit-breaker is 
also used for overcurrent protection, it shall conform 
to the provisions governing overcurrent protection. 

Need Not Open All Conductors. Except when it 
serves as a disconnecting means the controller need 
not open all conductors to the motor. 

In Grounded Conductors. One pole of the con- 
troller may be placed in a permanently grounded con- 
ductor provided the controller is so designed that the 
pole in the grounded conductor cannot be opened 
without simultaneously opening all conductors of the 
circuit. 

In Sight of Motor. A motor and its driven machin- 
ery shall be within sight of the point from which the 
motor is controlled, unless one of the following con- 
ditions is complied with: 

a. The controller or its disconnecting means is 
capable of being locked in the open position. 

b. A manually-operable switch, which will prevent 
the starting of the motor, is placed within sight of 
the motor location. This switch may be placed in 
the remote-control circuit of a remote-control type 
of switch. 
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c. Special permission is given by the authority en- 
forcing this code. 

Number of Motors Served by Each Controller. 
Each motor shall be provided with an individual con- 
troller, except that for motors of 600 volts or less 
a single controller may serve a group of motors under 
any one of the following conditions: 

a. If a number of motors drive several parts of a 
single machine or piece of apparatus such as metal 
and wood-working machines, cranes, hoists, and sim- 
ilar apparatus, 


b. If a group of motors is under the protection of 
one overcurrent device as permitted. 

c. If a group of motors is located in a single room 
within sight of the controller. 

Adjustable-Speed Motors. Adjustable-speed motors, 
if controlled by means of field regulation, shall be so 
equipped and connected that they cannot be started 
under weakened field unless the motor is designed 
for such starting. 

Speed Limitation. Machines of the following types 
shall be provided with speed limiting devices, unless 
the inherent characteristics of the machines, the sys- 
tem, or the load and the mechanical connection there- 
to, are such as to safely limit the speed, or unless the 
machine is always under the marfual control of a 
qualified operator. 

a. Separately-excited direct-current motors. 

b. Series motors. 

c. Motor-generators and converters which can be 
driven at excessive speed from the direct-current end, 
as by a reversal of current or decrease in load. 

Fuseholder Rating. The rating of a combination 
fuseholder and switch used as a motor-controller shall 
be such that the fuseholder will acccmmodate the size 
of fuse specified in the tables of running protection 
for motor wiring. 

Grounding. Controller cases, except those attached 
to undergrounded portable equipment and except the 
lined covers of snap switches, shall be grounded re- 
gardless of voltage. 

Where grounding is required it is done in accord- 
ance with the regular methods for grounding of con- 
duit, armor, boxes and equipment. 

Grounding Through Terminal Housings. If the 
wiring to fixed motors is in armored cable or metal 
raceways, junction boxes to house motor terminals 
shall be provided. These housings shall be of ample 
size to properly make connections, they shall be of 
substantial. metal construction, and the armor of the 
cable or the metal raceways shall be connected to 
them as required by usual grounding practice. 
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For a motor of 4 horsepower or smaller, the junc- 
tion box required by the preceding paragraph may be 
separated from the motor not more than 6 feet, pro- 
vided the leads to the motor are armored cable or 
armored cord, or are enclosed in flexible or rigid 
conduit or electrical metallic tubing not smaller than 
% inch electrical trade size, the armor or raceway 
being connected both to the motor and to the box. 


311 


Section 17 
ELECTRIC HEATING 


Heat is a form of energy which may be produced 
from electrical energy, chemical energy, and mechan- 
ical energy. Heat also may be transformed into other 
forms of energy. 

Quantities of heat energy are measured in a unit 
a the British thermal unit, which is abbreviated 

tu. 

One Btu of heat energy is the quantity which, 
added to.one pound of water, will raise the tempera- 
ture of the water one degree Fahrenheit, or which 
will lower the temperature one degree when removed 
from one pound of water. 

The number of Btu's of heat energy required to 
raise the temperature of any substance by one degree 
Fahrenheit is called the specific heat of that sub- 
stance. The specific heat of water is 1.00. Specific 
heats of other substances are given in the table. 


When Btu = Btu’s of heat energy 
Ibs. = weight of substance, in pounds 
SH = specific heat of substance 

Td = change of temperature or difference 
between temperatures, degrees F. 


Btu's = lbs, x SH x Td 


lbs. — .Btu 
SH x Td 
Btu 


Equivalent values of heat energy and of electrical 
and mechanical energy may be found as follows: 


Btu’sx 0.2928 = watt-hours 

Btu’sx 0.0002928 = kilowatt-hours 

Btu's x 777.52 = foot-pounds 

Btu's x 0.0003927 = horsepower-hours 
Watt-hours х 3.415 = Btu’s 
Kilowatt-hours x 3415. = Btu’s 
Foot-pounds x 0.001286 = Btu’s 
Horsepower-hours х 2547. = Btu's 


Heating Power 


The rate at which heat is produced usually is meas- 
ured in Btu’s per hour, per minute, or per second. 
Such rates of heat production correspond to rates at 
which other forms of energy are produced or used, 
For example, power in watts represents a rate per 
unit of time at which electrical energy is produced 
or used 
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Heating rates and equivalent electrical and mechan- 
ical power rates are as follows: 


Btu's per hour x 777.6 = foot-lbs. per hour 
Btu's per hour x 12.96 = foot-lbs. per min. 
Btu's per hour x 0.2160 = foot-lbs. per sec. 
Btu's per hour x 0.2928 — watts 

Btu's per hour x 0.0002928 — kilowatts 

Btu's perhour x 0.0003927 — horsepower 
Btu's per min. x 46656. = foot-lbs. per hour 
Btu's per min. x 777.6 = foot-lbs. per min. 
Btu's per min. x 12.96 — foot-lbs. per sec. 
Btuspermin. x 17.57 — watts 

Btu's per min. x 0.01757 = kilowatts 

Btu's per min. x 0.02356 = horsepower 
Foot-lbs. per min. x 0.07716 = Btu’s per hr. 
Foot-lbs. per min. x 0.001286 — Btu's per min. 
Foot-lbs. per sec. x 4,630 — Btu's per hr. 
Foot-Ibs. per sec. x 0.07717 — Btu's per min. 
Watts x 3.415 = Btu's per hr. 
Watts x 0.05692 = Btu's per min. 
Kilowatts x 3415. = Btu’s per hr. 
Kilowatts x 56.92 = Btu's per min. 
Horsepower x 2546.5 = Btu’s per hr 
Horsepower x 4244 — Btu's per min. 


The number of Btu's of heat produced in a con- 
ductor, such as a resistor used for heating, depends 
on the watts of power used in the conductor and on 
the time during which the power is used, as follows: 


Btu's — 0.05692 x watts x minutes 
Btu's — 3.415 x watts x hours 
Btu's — 3415.0 x kilowatts x hours 


This heat will raise the temperature of the con- 
ductor. As the conductor temperature increases, the 
conductor will lose heat to its surroundings at an 
increasing rate. The temperature of the conductor will 
become stationary when its rate of heat loss becomes 
equal to its rate of heating due to watts of power 
expended in the conductor. Thereafter, heat will be 
transferred from the conductor to its surroundings at 
the same rate at which heat is put into the conductor 
by the watts of power used for heating. This is the 
basic principle of electric heating. 
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SPECIFIC HEATS AND HEATING POWERS 
Specific Heat Watt-Hrs. 


Material Btu's per Lb. per Pound 

per °F. 
Air, 70°F., 50% RH....................0.2434 0.0713 
Alumiunn 2224 0656 
089 .026 
ВСК... оон а 2. 22 .064 
О soms a T.. .156 .0457 
Соррег ............. ЛИ ees 0918 .0259 
Gasoline, kerosene ...................... .50 .146 
Glass, window ........................... .200 .0582 
(ТАШ ник .195 .0571 
ГЕС 12211 2mm. eee 1904 .148 
Ігом, “Сай тенпиы:::............. 14 „041 
bead 7... Боен. .030 .0088 
NICK. .......... 11 .0325 
Oil, machine .———— ШО .117 
Oil, petroleum .50 .146 
Porcelain sristi EEN... .22 .064 
T Il... 2n... meom 05A .016 
ег мани. 000 .2928 
Wax, paraffin ................................ .69 .202 
ПИПС а... eee .094 .028 

Temperature 


Temperature, in degrees, indicates the concentration 
of heat energy in a substance. For any given material, 
its temperature indicates the number of Btu's of heat 
per pound of the material. 

The greater the specific heat of a material, the more 
heat is required to raise its temperature a given num- 
ber of degrees, and the greater is the gain of heat 
for any certain rise in temperature. 

The temperature of materials having low specific 
heats undergoes a greater rise with a given quantity 
of heat than does the temperature of materials having 
high specific heats. 

Water has the highest specific heat. Consequently, 
for a given change of temperature, water absorbs 
more heat energy and gives up more heat energy than 
any other substance. When one pound of water un- 
dergoes a temperature drop of one degree, it gives up 
enough heat to raise the temperature one degree in 
about 55 cubic feet of air, or in 4.11 pounds of air. 


Water Heating 


The cost for heating water electrically is made up 
of two parts. 
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ELECTRIC HEATING 


1. Kilowatt-hours required to raise the temperature 
from the number of degrees at the inlet to the number 
of degrees desired at the outlet, for the quantity of 
water to be heated. 
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UNIT. 


Fig. 17-1. Circuits for water heaters employing two heating 
units. At left, two single-circuit thermostats; allowing either 
or both units to operate. At right, one double-circuit ther- 
mostat preventing operation of bottom unit when top ‘unit 
is heating. 
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2. A continuous power, in watts or kilowatts, needed 
to compensate for heat lost from the hot water 
through walls and insulation of the tank to air and 
other surrounding materials. This is the “stand-by” 
loss. 


Energy requirements for raising temperature are: 


lbs. water y temperature 


heated rise, degs. X 0.0002928 — kw-hrs. 
е » : 


If the constant is changed to 0.2928 the enengy is 
given in watt-hours instead of in kilowatt-hours. 


1 gallon water at 40° F. = 8.345 Ibs. 
60° Е. = 8.335 1$. 

| 70° Е. — 8.331 Ibs. 

] cu. ft. water at 40? F. — 62.428 lbs. 


60° F. = 62.348 ibs. 
70° F. = 62.318 Ibs. 


In domestic heaters the water usually is raised to 
150° F. as the outlet temperature. 

With domestic and small commercial heaters the 
stand-by losses, in watts per gallon of actual capacity, 
should not exceed the following: 

Rated size, 20 gallons — 3.5 watts 

0 gallons — 2.9 watts 
40 gallons — 2.4 watts 
50 or more = 2.2 watts 

These steady losses must be multiplied by the total 
number of hours that the heater is operated in order 
to find the total energy consumption in watt-hours. 

An average family, four to five persons, usually is 
assumed to use from 1,000 to 1,500 gallons per month 
of hot water. 

Example: What is the cost for heating 1,000 gallons 
per 30-day month, from 40° inlet to 150° outlet, with 
water kept hot all the time, when energy costs 2 cents 


per kilowatt-hour? Assume a 30-gallon heater. 7% 
1,000 x 8.345 x (150 - 40°) x .0002928 = 219.9 kw-hrs. 
2.9 x 24 (hrs.) x 30 (days) —— 1,000 = 2.1 kw-hrs. 

222.0 kw-hrs. 


222 x 2 (cents) = $6.66 


Air Heating or Space Heating 


At a temperature of 70° F. and relative humidity 
of 50% air weighs 0.0741 pound per cubic foot at the 
average elevation of the larger cities of the United 
States, This is equivalent to 13.5 cubic feet per pound 
of air. The specific heat of such air is 0.2434. At the 
rate of -0.2928 watt-hours per Btu, the energy for 
heating this air is, 
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m e —— х 2434 x .2928 = watt-hours. 


which reduces to, 
Cu. ft. x degs. rise x .00528 = watt-hours 


This gives the energy requirement only for heating 
cold air that enters a space, and that escapes after 
being heated. 

Heat is lost from any enclosed warm space to sur- 
rounding cooler spaces and objects at a rate usually 
measured in Btu’s per hour. The rate of heat loss 
depends on many factors, such as temperature differ- 
ences; thickness, material and construction of еп- 
closures; -rate of air circulation, etc. By far the greater 
proportion of the total energy required for maintain- 
ing a teniperature is due to these heat losses rather 
than to the requirement of warming fresh air which 
is expelled later. 

The rate of heat loss, in Btu's per hour, multiplied 
by 0.0002928 gives the power in kilowatts required for 
maintaining the desired temperature. 


Process Heating 


The total energy for heatiug batches of materials 
consists of energy for raising the temperature, plus 
energy to compensate for heat losses through con- 
duction, convection and radiation from the heating 
equipment and the material. 


Pounds , Specific | 0.2928 — watt-hrs. per batch. 


. heated heat 
E в — e x 0.2928 — watt-hrs. added. 


The losses in Btu's per hour seldom can be cal- 
culated with much accuracy, so are best determined 
by trial and measurement. 
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ILLUMINATION 


Light is a form of energy which is emitted by and 
flows away from luminous bodies such as the sun 
and various kinds of lamps. The flow of hight energy 
is called luminous flux. A light source may be thought 
of as spraying luminous flux more or less uniformly 
in all directions, much as a water sprinkler sprays 
water. The total quantity of luminous flux may be 
measured in lumens, just as total quantity of water 
flow may be measured in gallons per minute. 

A large surface at a given distance from a light 
source will receive more luminous flux or more 
lumens than will a smaller surface at the same dis- 
tance. This is comparable to the larger flow of water 
received by a large surface at a certain distance from 
a spray head, and to the smaller flow received on a 
smaller surface. 

The intensity of a light source is measured in 
candlepower; one candlepower being the intensity of 
light from a standard candle. A source having an in- 
tensity of one candlepower emits a total luminous flux 
of 12.5664 lumens or about 12.57 lumens. If the one- 
candlepower source is at the center of a hollow sphere 
of one-foot radius, as in Fig. 18-1, there will be a 
total flux of 12.57 lumens on the total interior surface 
of the sphere. The total interior surface area of a 
sphere of one-foot radius is 12:57 square feet, so on 
each square foot there is one lumen of flux. 

If one square foot of area is removed from the 
sphere, one lumen of flux will pass outwardly through 
this opening. This quantity of luminous flux will 
spread out thinner and thinner as it moves away from 
the opening, but no matter how thinly it spreads it 
still is one lumen of flux. 





Fig. 18-1. A source of one-candlepower delivers one lumen of 
luminous flux through an opening of one square foot which 
is one foot from the source. 
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Foot-cand!es. The surface of the sphere in Fig. 18-1 
would be uniformly lighted or uniformly illuminated 
by one lumen of flux falling on each square foot of 
the surface. The degree of lighting or illumination 
produced by a flux .of one lumen per square foot is 
called one foot-candle. Supposing that the one lumen 
of flux falls on surface A of Fig. 18-2; this surface 
being one foot from the light source and having an 
area of one square foot. The illumination on A is one 
foot-candle. 

If A of Fig. 18-2 is considered to be an opening 
rather than a surface, one lumen of flux will pass 
through this opening. At a distance of two feet from 
the source the one lumen of flux will spread out to 
cover area B. But area B is four times as great as 
area A, so at B we have one lumen spread over four 
square feet, or have one-fourth lumen per square foot. 
This is an illumination of one-fourth foot-candle at B. 
If the one lumen of flux is allowed to pass through 
C, which is three feet from the source, the one lumen 
will spread over nine square feet, and the illumination 
will be one-ninth foot-candle. Illumination in foot- 
candles is equal to lumens per square foot. 


lumens 


нш =— оБкЖОЫ ————_ 
Foot-candles area in square feet 


Lumens = foot-candles x area in square feet 





Fig. 18-2. The workings of the inverse square law applied to 
a flow of light. 
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Law of Inverse Squares. In Fig. 18-2 the three 
areas A, B and C are respectively 1, 2 and 3 
feet from the light source. Their illuminations are 
respectively 1, 44 and 1/9 foot-candles. 


The squares of the distances 1, 2 and 3 are, respec- 
tively 1, 4 and 9. The illuminations on these areas 
are equal to 1 divided by the square of the distance in 
each case, or are inversely as the squares of the dis- 
tances from the source. 

The relative illuminations of any two surfaces 
lighted by the same source, and solely by that one 
source, are always inversely as the squares of the 
distances from the source. For example, consider sur- 
faces at 12 inches and 16 inches from a source. The 
squares of 12 and 16 are 144 and 256. The inverse 
squares are 1/144 and 1/256, or 0.0004 and 0.0039, so 
the illumination at 12 inches is proportional to 0.0064, 
and at 15 inches is proportional to 0.0039, 


Illumination Requirements 


The degree of illumination at working surfaces and 
in rooms and buildings used for various activities 
usually 1s measured in foot-candles, which are lumens 
per square foot. 

The accompanying table of Illumination Require- 
ments lists minimum and desirable numbers of foot- 
candles for many locations. 


ILLUMINATION REQUIREMENTS 


Foot-candles 


Average practice for good illumination ts shown 
below. Locations not listed may be treated like listed 
ones of generally similar purpose and use. The lessei 
of two values indicates the minimum illumination, 
while the greater one shows the desirable level. Max- 
imums usually may be much higher. 


Residential Buildings Stores 
Living room, kitchen, Aisles 10-30 
dining room. 10-20 Interior, general 30-40 
Reading, writing, Counters, displays 50-100 
sewing, etc. 10-30 Show windows 100-200 
Bedrooms 5-10 Elevators, passenger 5-15 
Stairs, passages 2-10 Factories 


Public Gathering Places 


Auditoriums 5-10 
Churches 2-10 
Libraries 20-30 
Gymnasiums 10-15 
Arenas, indoor 15-30 
Card and game 

roonis 20-30 


Aisles 4-10 
Rough work done 10-20 
Medium or close 

work 30-50 
Very close work 50-100 
Inspection and 

fine work 60-150 
Stockrooms 15-30 
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Dance halls, night Storage, dead stock 2-5 

clubs 2-5 Garages 10-15 
Schools General 

Auditoriums 10-20 Wherever activities 

Class rooms 15-60 few, or roughest 

Manual training, work done 2-6 

etc. 20-60 Enough light only 
Offices for pleasing effect 10-15 

Close work re- General reading and 

quired 30-70 observation for 

No close work 20-30 short periods 20-30 

Private and general Close observation, 

offices 30-60 inspection, etc., for 


Drafting rooms 40-70 prolonged periods 35-70 
Hotels 


Lobbies 10-15 
Dining rooms 10-20 
Guest rooms 10-15 


Wash rooms, etc. 4-10 


The total number of lumens of flux required to light 
any surface area to a desired number of foot-candles 
is equal to the desired number of foot-candles multi- 
plied by the number of square feet of surface. 


Lumens __ foot-candles surface area 
required desired in sq. ft. 


The source or sources of light must deliver more 
total lumens than indicated by this formula because 
not all of the emitted light reaches the surface to 
be illuminated. 


Coefficients of Utilization 


Fig. 18-3, Coefficients of Utilization, gives the frac- 
tions of emitted ‘lumens which may be expected to 
reach illuminated surfaces from various styles of lamps 
and shades, in rooms of various proportions of width 
and height, and with ceilings and walls which are 
light, medium or dark in shade. 

The left-hand column illustrates common styles of 
reflectors. The second column shows how. the light 
output is distributed in a 90° downward angle, 45° 
each side of vertical, and in the remaining space, 90° 
to 180° in a generally upward direction. 


The third column usts ratios of room width to room 
or ceiling height, which are determined by dividing 
the width in feet by the height in feet. To the right, 
and on lines with the various ratios, are the fractions 
of the total flux which are useful for illumination. 
Note that this table applies directly only to square 
rooms, and that for oblong rooms it is necessary to 
follow instructions at the top of the table to determine 
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the fraction to be used. Ot the six columns of frac- 
tions, three columns apply to light ceilings with light, 
medium or dark walls; two are for medium ceilings 
with medium or dark walls; and one is for 
dark ceiling and dark walls. The word light as used 
here refers to light yellows or bright metallic surfaces 


COEFFICIENTS OF UTILIZATION 


This table өрен со installations in tgwere roenes having sufficient lighting units symmet- 
rose — to pes luce reasonably uniform сінее. To obtain the coefficient for any 
der room, hind the value n square room of the narrow — и and add Jone card 


ifference Bro this value and the coefficient for a sqx LL 


Reflector 


zkhsz 


takist 
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or their equivalent in light-reflecting ability; medium 
is comparable ta light: pink or its equivalent; and dark 
is comparable to green or its equivalent in reflection. 

To find the total number of lumens actually needed 
it beccmes necessary to divide by the coefficient of 
utilization, thus, 


Actual foot-candles x area in sq. feet 


lumens coefficient of uti ization 


Lamps Required.—Acccm»panying tables for Incan- 
descent Lamps and for Fluorescent Lamps list the 
lumens outputs of lamps of .various ratings in watts. 
If lamps of a certain wattage rating are to be used, 

INCANDESCENT LAMPS 
General Service Types 
LIGHT OUTPUT AND CURRENT 


Rated Lumens Amperes at 
Watts approx. 110-v 115-у 120-v 125-v 
-15 145 .136 .131 .125 .120 
25 265 .227 .217 .208 200 
40 480 .364 .348 .333 .320 
60 835 .546 1522 .500 .480 
75 1150 .682 .652 .625 .600 
100 1600 909 .870 .833 .800 
150 2600 1.36 1.31 1.25 1.20 
200 3650 1.82 1.74 1.67 1.60 
300 5750 2.73 2.61 2.50 2.40 
500 9850 4.55 4.35 4.17 4.00 


450” 15000 6.82 6.52 6.25 6.00 
1000 21000 9.09 8.70 8.33 8.00 
1500 33000 13.63 13.04 12.50 12.00 


Daylight (blue glass) bulbs of a given wattage 
rating emit 65%, or approximately two-thirds, as much 
light as lamps with clear glass or inside frosted bulbs. 
Lumens in the above table may be multiplied by 0.65. 

High-voltage lamps (220-260 volts) of a given wat- 
tage rating emit about 85% as much light as 110-125 
volt types. 

FLUORESCENT LAMPS 
LIGHT OUTPUT 


Rated Bulb Lumen Output 
Watts Type Daylight White 
14 T-12 390 475 
15 T-8 525 585 
15 T-12 450 525 
20 T-12 760 860 
30 T-8 1300 1450 
40 T-12 1800 2100 
100 T-17 3700 4200 
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the number of lamps required will be equal to the 
actual total lumens divided by the number of lumens 
delivered by lainps of that size. ^ 


Lamps, nuinber _ actual total lumens 
required lumens per lamp 


If the number of lamps is known in advance, the 
size of the lamps, in lumen output, is equal to the 
actual total lumens divided by the number of lamps 


Lumens — actual total lumens 
per lanip nuniber of lamps 
Example 


A library with floor size of 30 by 50 feet, and with 
a 10-foot ceiling, is to be lighted with 200-watt іпсап- 
descent lamps in seini-indirect fixtures with opal 
bowls. The ceiling is light and the walls dark. How 
many lamps will be needed? 

From the table of illumination requirements a library 
should have 20 to 30 foot-candles. We shall figure on 
30 to allow for drop-off in light as lanips age, and for 
dust collecting in fixture bowls. 

Using table of coefficients of utilization: 

30/10 = ratioof 3. Coefficient = .38 

50/10 = ratio of 5. Coefficient = .44 

.44 — .38 = .06 15 оЁ 0.0 = .02 

38 + .02 = .40, the coefficient for this room. 


Actual — 30 (f-c) x 30 x 50 (fect) _ 
lumens — е == 112500 


From table of incandescent lamps; 200-watt size 
gives 3650 lumens. 


Lamps .. 112500 = 30.8. Use 31 lamps. 
required 3650 


FLUORESCENT LAMPS 


The fluorescent lamp, tubular in shape, contains at 
each end an electrode in the forin of a small coil of 
wire (see Fig. 18-4). These electrodes are coated with 
a material which has the property of freely emitting 
electrons when heated. Electrons are necessary to 
carry the arc current which passes through vaporized 
mercury. Since mercury is a liquid at normal tem- 
peratures, a slight amount of argon gas is used to 
facilitate starting. A base is sealed to each end of 
the lamp. 

Fluorescent powders, called phosphors, are coated 
on the inside of the bulb by a liquid washing process 
followed by a heat treatment. 
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All of the phosphors are white when not exposed to 
ultraviolet radiations. Thus, the unlighted appearance 
of most fluorescent lamps is identical. Exceptions are 
the gold and red lamps in which it is necessary to 
coat the bulb with an appropriate pigment. 

It is characteristic of all arc lamps that some 
method must be provided for limiting the current 
drawn by the discharge. Without a limiting device, 
the current would rise to a value that would destroy 
the lamp. This requirement for fluorescent lamps can 
best be met by a device or auxiliary not incorporated 
in the lamp itself. The necessity for an auxiliary 
permits using that device to gain definite advantages 
in lamp design and performance. 

Auxiliary equipment for the present design of 
fluorescent lamps serves 3 important functions, In 
order, the equipment: 
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(1) Preheats the electrodes to make available a 

large supply of free electrons. 

(2) Provides a surge of relatively high potential to 

start the arc between the electrodes. 

(3) Prevents the arc current from increasing be- 

yond the limit set for each size of lamp. 

For 15- and 20-watt lamps, an open-circuit voltage 
of at least 100 is required; for 30-and 40-watt lamps, 
the required open-circuit voltage is about 190. At these 
voltages or higher levels, ordinary reactances (chokes) 
or resistances will provide the necessary current lim- 
itations. For distribution systems in the 110-125 volt 
range, a transformer must be part of the auxiliary 
equipment for 30-and 40-watt lamps. Usually this 
transforiner and the required reactance for current 
limitation are combined in one unit. 

Lamps are automatically started by a starter switch 
enclosed in a neon-filled glass bulb protected by a 
metallic or fibre cover. 


The switch is enclosed in a small glass bulb and 
consists of 2 electrodes, one of which is made from 
a bimetallic strip (Fig. 18-5). These are separated 
under normal conditions and form part of a series 
circuit through the lamp electrodes and the reactance. 
When voltage is applied, no current flows except as a 
result of the glow discharge between 2 electrodes of 
the switch. A heating results which, by the expansion 
of the bimetallic element, causes the electrodes to 
touch. This short-circuiting of the switch, which takes 
1 or 2 seconds to be completed, allows a substantial 
flow of current to preheat the lamp electrodes. There 
is enough residual heat in the switch to keep it closed 
for a short period of time for the preheating. With 
the opening of the switch, the resultant high-voltage 
surge starts normal lamp operation. If the lamp arc 
fails to strike, the cycle is repeated. 

The switch does not again glow (if the lamp arc is 
established) since it is so designed that the remaining 
available electrical potential is insufficient to cause a 
breakdown between its electrodes. Thus, it consumes 
no power and if the lamp is turned out, is available 
for immediate restarting. 

In the latest application of the glow switch the 
switch and condenser are combined in a Fluorescent 
Lamp Starter. (See Fig. 18-6). The Starter consists 
of a glow switch and condenser which are enclosed 
in a small aluminum container with contacts which 
may be easily inserted in a bayonet-type adapter 
socket. This socket may be an integral part of the 
standard lainpholder attached to it by a single screw 
or merely connected to it electrically. Usually the 
Starter is so placed that it projects through a hole 
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in the lamp reflector and becomes as readily replace- 
able as the lamp itself. The switch provides the lamp 
electrode preheating and the starting surge; the con- 
denser suppresses radio interference. Since the switch 
is designed to operate between critical voltage limits, 
the proper starter must be used for each particular 
lamp to insure satisfactory starting. 

The Ballast is a current-limiting device consisting 
of a reactor or high reactance transformer enclosed 
in a metal case. 

In general, best lamp performance is obtained when 
line voltage is kept within the rating limits of the 
auxiliaries, At either under- or overvoltage conditions, 
the lamp electrodes do not operate at their greatest 
effectiveness. At lower voltage, electrodes do not reach 
high temperatures and they are overworked, while 
overvoltage causes excessive heating that quickens the 
loss of emissive material. The result in either case is 
shortened life accompanied or preceded by excessive 
blackening. Also, high voltage may overheat the 
auxiliary while under-voltage may cause uncertain 
Starting. 

Auxiliaries must be designed specifically for par- 
ticular frequencies. Equipment designed for 60 cycles 
should not be used on 50 cycles, nor is the reverse 
satisfactory. Operation at frequencies less than 50 
cycles, seriously increases the problem of stroboscopic 
ener and, therefore, standard equipment is not avail- 
able. 

The reactor or high-reactance transformer used 
with fluorescent lamps produces a definite "out-of- 
phase" relation between voltage and current which 
results in a power factor of about 55%. 

Since low power factor in fluorescent lamps is pri 
marily a result of the reactance, it may be raised by 
the addition of a condenser to the circuit. The exact 
rating of the condenser depends on the degree of 
correction desired and the size and number of lamps 
to be balanced. 

The single lamp ballasts with power factor correc- 
"tion and the 2-lamp auxiliary already described are 
particularly effective since power factor correction 1s 
an integral part of each unit. Wiring connections to 
be made are at a minimum, while, at the same time, 
the over-all efficiency of the light source is increased 
through the reduction of electrical losses. 

The fluorescent lamp is basically an A.C. lamp and 
while adaptable to D.C. cannot be expected fo give 
equal performance. Alf published ratings are based 
on A.C, operation. 

It is characteristic of all A.C. light sources that 
there is some variation in light output dependent on 
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the cyclic variations of the current. With incandescent 
lamps, this is negligible since the filament’ retains 
enough heat to compensate for the variation of the 
current throughout each cycle. With fluorescent 
lamps, the carry-over of light is dependent wholly on 
the phosphorescent qualities of the coating. This 
characteristic of the phosphors varies considerably. 
The phosphor used in the green lamp has the bright- 
est carry-over, while the phosphor for the blue has 
the least. 

Since very frequent starting will affect the life ad- 
versely, fluorescent lamps are not recommended for 
services of a type similar to the flashing of lamps 
in signs. 

Noticeable blackening prior to 750 hours is generally 
caused by improper operating conditions (voltage, 
bulb temperature, choke characteristics, starter de- 
fects, etc.). Trouble from such conditions can be 
found by investigation and must be corrected for best 
service. 


MERCURY VAPOR LAMPS 


The mercury vapor lamp is made for use on D.C. 
or A.C. circuits of 95 to 125 volts, but the lamps for 
A.C. operation are constructed differently than those 
for D.C. circuits, and should therefore not be con- 
nected on D.C. circuits. 

These lamps consist of the mercury tube, an auto 
transformer, an inductance coil, a mercury switch 
(shifter switch), three resistors, the frame and cover. 
See Fig. 18-7. 

The auto transformer serves to step up the voltage 
to about 235 volts across the tube anodes. About 135 
volts is applied to the tube between either anode and 
cathode. This transformer is tapped for adjustment 
for various line voltages as the lamp will not operate 
properly if the voltage is too low or too high. 

The induction coil supplies a momentary high volt- 
age impulse of about 4,000 volts to the starting band 
and cathode to excite the surface of the pool of 
mercury to start the lamp. This action is produced 
by the application of this high voltage to a sort of 
condenser formed by the pool of mercury inside the 
lower end of the tube and the metal band around the 
outside of the glass tube at this point. 

The high voltage impulse from the inductance coil 
is produced by the mercury shifter switch quickly 
breaking the circuit through the coil. This switch is 
magnetically operated by the flux of the core of the 
inductance coil when the lamp is turned on. After the 
lamp starts this switch is held open by the magnetism 
produced by the continual current flow through the 
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coil. This inductance coil also serves to smooth out 


the current flow and maintain voltage on the tube 
during zero periods of each alternation. 

_ The ballast resistors, RI and R2, in series with the 
anodes, increase their resistance as their temperature 
is increased by an excess voltage and current, thereby 
protecting the lamp tube from moderate over-voltages. 





STARTING BAND. Y 
CATHODE TERMINAL - + 


Fig. 18-7 


SODIUM VAPOR LAMPS 


The sodium vapor lamp (Fig. 18-8) produces a 
mono-chromatic (one color) light in the yellow band, 
which permits unusually clear vision of objects along 
highways at night, and of metal objects in shops. The 
efhciency of these lanips is about 45 lumens per watt 
or about 3 times that of ordinary mazda lamps. This 
type of lamp is unsuited for ordinary indoor general 
illumination because the yellow light makes people 
and objects appear gray. 

In its construction sodium vapor is used in an evacu- 
ated tube, and when an electric current at low voltage 
is passed through this gas it causes it to glow with 
a brilliant golden light. The lamps operate on from 
2 to 28 volts with a current of 5 to 10 amperes. 

For alternating current service they use a pair of 
anodes (positive electrodes) and a pair of cathodes 
(negative electrodes) located in opposite ends of the 
gas-filled tube as shown in the diagrain, The cathodes 
or filaments are heated to throw off electrons needed 
to establish the arc through the gas. A small amount 
of neon gas is included with the sodium vapor to 
make it easier to start the arc. This causes the lamp 
to give off a reddish light during the first few minutes 
of operation, The sodium vapor lamp also has an 
outer glass envelope or encloser to retain the heat 
required to produce the maximum lighting and effi- 
ciency. 
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A special transformer as shown in the diagram is 
needed to supply the proper voltages for the filaments 
and arc electrodes. The filament circuits can be traced 
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Fig. 18-8 


separately from the arc circuit. On one alternation 

the arc current flows from terminal A to top anode, 

through gas to lower cathode or filament and back 

to ternnnal B. On the opposite alternation, arc cur- 

rent flows from terminal B: to lower anode, through 

gas to upper cathode and back to terminal A, 
Installation of Lamps 

Following are extracts. from recommendations of 
the National Electrical Code relating to lampholders 
and to the computation of feeder loads for illumina- 
tion service. A lampholder (called by many a socket) 
is a screw shell device for receiving the screw base 
of an incandescent lamp or other part with a similar 
screw base, and for making electrical connections to 
the part thus held. 

Lainpholders shall be classed according to diameters 
of lamp bases, as Candelabra, Intermediate, Medium, 
.Admediuin, and Mogul base; having respectively 4% 
inch, 21/32 inch, 1 inch, 11/16 inch, and 1% inch 
nominal sizes, with ratings, as specified in the fol- 
lowing table: . 
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RATINGS— RaATINGS— 
SWITCHED UNSWITCHED 
Max. Amp. 
Max. Amp. at any 
Nominal at any 4,  Wolt- 
Class Diam. Watts Volts Voltage Watts Volts age 


Candelabra .... и іп. 75 125 м 75 125 Ш 


Intermediate .21/32 in. 75 125 34 75 250 1 

Medium ........ 1 in. 250 250 214 660 250 6 
660(а) 250 6 660 600 
Admedium, .. ..1 1/16 in. 660 250 
Mogul ^. .**.5 ..1 m. 750 250 1500 250 
1500 250 1500 600 


(a) This rating may be given only to lampholders having a 


switch mechanism which produces both a quick “make” and a 
quick “bréak” action. 

Miniature lampholders and receptacles having screw-shells 
smaller than the Candelabra size may be used for decorative 
lighting systems, Christmas-tree Lighting Outfits and similar pur: 
poses. 

Lampholders in clothes closets shall be installed 
on the ceiling or on the wall above the door. Drop 
cords shall not be installed in clothes closets. 

If portable lamps, supplied through flexible cords, 
can come in contact with inflammable material, the 
lampholder shall be equipped with a handle and sub- 
stantial guard. The guard shall be attached to the 
lampholder or to the handle. Similar equipnien: shall 
be used to protect portable lamps from breakage. 

If used on unidentified 2-wire circuits tapped from 
the ungrounded conductors of multi-wire circuits, the 
switching devices of lampholders of the switched type 
shall disconnect both conductors of the circuit. 

Receptacles of the screw-shell type shall be installed 
only for use as lampholders. 

If a lampholder is attached to a flexible cord, the 
inlet shall be equipped with an insulating bushing 
which, if threaded, shall not be smaller than nominal 
3$ inch pipe size. The edges of the bushing shall be 
rounded and all inside fins removed in order to pro- 
vide a smooth bearing surface for the conductors. 

Bushings having holes 9/32 inch in diameter are suitable for 
use with plain pendent cord and holes 13/32 inch in diameter 
with reinforced cord. 

Computation of Feeder Loads. The computed load 
of a feeder shall be the sum of the computed loads as 
determined for branch circuits in accordance with the 
rules for such circuits, subject to the following pro- 
visions: 

The feeder load for general illumination in the fol- 
lowing occupancies shall be computed according to 
the wattage per square foot specified: 

Occupancy Watts per 
Square Foot 


Industrial Commercial Loft Buildings........ 
Garages, Commniercial ——— — 5 
Storaße Warehouses 25 
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Demand Factors. Demand factors specified in the 
following table may be applied to the computed loads 
for general illumination as determined by the pre- 
ceding paragraph, and minimum watts per square foot 
for various occupancies. 

















Demand 
Type of Wattage based Factor in 
Occupancy on Area Served per cent 
Single-family 2,500 or less 100 
dwellings* Excess over first 2,500 30 
— сасне 3,000 or less 100 
other an hotels 
sed apartment Pret over бен 3.000 
ouses wit 
provisions for 120,000 35 
cooking by tenants* Excess over 120,000 25 
Hospitalst 50,000 or less 40 
Excess over first 50,000 20 
Hotels*t 20,000 or less 50 
Excess over first 20,000 
but not more than 
00,000 40 
Excess over 100,000 30 
Office buildings 20,000 or less 100 
Excess over first 20,000 70 
Schools 15,000 or less 100 
Excess over first 15,000 50 
Storage warehouses 12,500 or less 100 
Excess over first 12,500 50 





*The small appliance load may be included with the light- 
ing load and subject to the demand factors specified. If the 
load in single-family dwellings, individual apartments of multi- 
family dwellings, and in hotel suites having serving pantries, 
is sub-divided through two or more feeders, the computed 
load for each shall include not less than 1,500 watts for 
small appliances. 

tFor sub-feeders to areas where entire lighting is likely to 
be used at one time, as in ballrooms, dining rooms, operating 
rooms, etc., a demand factor of 100 per cent shall be used. 

The unit values and the demand factors of the 
table, are based on minimum. load conditions and 
may not provide sufficient feeder capacity for the in- 
stallation contemplated. If at any time it is found 
that feeder conductors will be, or are, overloaded, they 


shall be increased. 

In view of the trend toward higher intensity lighting sys- 
tems and indirect lighting, and increased loads due to more 
general use of fixed and portable appliances, each installation 
should be considered as to the load likely to be imposed, and 
feeder capacity increased to permit of efficient end economical 
operation without expensive alterations and replacements in 
the system. 
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For general illumination, in the occupancies shown 
in the following table, a load of not less than the 
"watts per square foot" as specified for each occu- 
pancy shall be included for each square foot of floor 
area. 

Apartments and multi-family dwellings 2 watts 

Ariories and auditoriums 

Banks 

Churches 

Clubs 

Dwellings, single-family 

Hospitals 

Hotels 

Office buildings 

Restaurants 

Schools 

Stores 

In any of the above listed occupancies, except single- 
family dwellings and individual apartments of multi- 
family dwellings: 


бэ э NON ND = ID 4 


Assembly halls and auditoriums 1 watt 
Hallways, corridors, and closets А 
Storage spaces V 
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Section 19 
INDUSTRIAL ELECTRONICS 


Electronics is the science, or art, which deals with 
the flow of electricity through vacuums and gases 
confined within tubes or tanks. Industrial electronics 
ís the branch of electronics dealing with the applica- 
tion of electronic tubes in manufacturing, assembling, 
processing and similar industrial or commercial work. 

Separate elements used in electronic tubes may be 
represented by symbols shown in Fig. 19-1. These 
symbols are combined to represent complete tubes 
as in Fig. 19-2. 

Envelopes are the glass or metallic enclosures which 
confine the vacuum or the gas through which elec- 
tricity flows within the tube. Gas is indicated by a 
dot placed anywhere within the envelope. 


Cathodes are the tube elements from which electron 
flow enters the vacuum or gas spaces inside the tube. 
Cathodes may be directly heated by electricity flowing 
through them (then often called filaments), or may 
be indirectly heated by a separate element through 
which electricity flows. Tubes with heated cathodes 
are called thermionic tubes. Some tubes have unheated 
(cold) cathodes, among them being phototubes and 
pool tubes. 

Anodes are the tube elements through which elec- 
tron flow leaves the vacuum or gas within the tube. 
Anodes may be called plates. With reference to the 
external sources the anode is positive and the cathode 
negative. Considering the conventional direction of 
current flow, current enters the tube through the 
anode and leaves through the cathode. 

Control electrodes, or grids, regulate the timing 
and rate of flow of electricity through the tube. The 
synibol shows a control electrode used for control by 
means of potential or voltage changes. Control may 
be effected also by magnetic fields passed through the 
tube, by the ignitor electrode in ignitron tubes, and 


in other ways. 
Types of Tubes 

Kenotron. A vacuuni-type thermionic tube in which 
there are no electrodes for control of electric flow. 
Kenotrons are rectifiers for changing alternating to 
direct current. They operate with small currents, 
usually not over one ampere, but may operate at 
high voltages. 

Phanotron. A gas-filled thermionic tube with no 
control for electric flow. Phanotrons are rectifiers. 
usually handling rather large currents at lower voit- 
ages than in the kenotron, say up to 20,000 volts. 
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Pliotron. A vacuum-type thermionic tube in which 
there are one or more control electrodes or grids. 
Triodes are pliotrons with a single control grid. 
Tetrodes are pliotrons with two control grids, one 
being a screen grid or shield grid. Pentodes are plio- 
trons with three control grids: one for regulating the 
rate of flow, one a screen grid, and one a suppressor 
grid. Pliotrons are used for amplification or strength- 
ening of voltages and currents, also as oscillators for 
production of high-frequency voltages and currents, 

Thyratron. A gas-filled thermionic tube with one 
or two control grids. A triode thyratron contains one 
control grid which controls the instant at which elec- 
tric flow starts. The flow is stopped by reduction of 
aliode potential, usually to zero. The tetrode thyratron 
or shield-grid thyratron contains, in addition, a screen 
grid. Thyratrons are the tubes most widely used in 
industrial electronics for control purposes of all kinds; 
handling moderate currents and voltages up to about 
20.000. They are used also for rectifiers with which 
the rate of current flow may be controlled. These tubes 
are found in welding controls, automatic tining, motor 
and generator controls, line voltage regulation, and 
many other applications. 

Ignitron. A gas-filled tube (or tank) having a mer- 
cury pool cathode. An ignitor electrode controls the 
instant at which electric flow starts. The flow is 
stopped by reduction of anode potential. Ignitrons are 
used for control, and controlled rectification, of large 
amounts of power such as required in electrochemical 
and electrometallurgical processes; production of 
metals and chemicals, mining, transportation, etc. 

Phototube. A vacuum or gas-filled tube with an 
anode, and with a cold cathode which emits electrons 
when reached by visible light or by other forms of 
radiation which are in the infra-red or ultra-violet 
regions апа аге not visible. Vacuum phototubes may 
be operated at high voltages (usually up to 500). Elec- 
tron flow or current is proportional to intensity of 
radiation, but the change of flow for a given change 
of radiation is less than in gas-filled types. Gas-filled 
types may be operated at voltages no higher than 90. 
Their response to radiation is linear or strictly pro- 
portional only with rigidly controlfed conditions, but 
they produce greater changes of current fore given 
changes of radiation than do vacuum types. Photo- 
tubes are used for all types of controls which are to 
respond to changes of light or radiation, 

Glow Tube. A cold-cathode gas-filled tube with no 
control for electric flow. It is used for indicating 
lights, for cwurrent-liniting, and for rectifying and 
regulation at low voltages with small currents. 
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Grid-glow Tube. A cold-cathode gas-filled tube with 
one or more control electrodes which regulate the 
instant of starting of electric flow. These tubes are 
used somewhat similarly to thyratrons, but are lim- 
ited to handling small amounts of power such as may 
be used in safety controls and similar applications. 

X-ray Tube. A high-vacuum thermionic tube having 
cathode and anode, but no controi electrodes. These 
tubes produce X-ray radiation used for inspection of 
industrial products. с 

Pool Tube. A gas-filled tube with a mercury pool 
cathode, one or more anodes, but no control electrode. 
These tubes are used for rectifying very large cur- 
rents, supplying d-c power for purposes similar to 
those served by ignitrons. 

Grid-pool Tube. A gas-filled tube with mercury pool 
cathode, one or more anodes, and a control electrode 
which regulates the instant at which electric flow 
starts in the tube. These tubes are used similarly to 
ignitrons. 


The term gas-filled refers to tubes which contain 
either inert gases, such as argon, neon and helium, or 
to tubes which contain the vapor of mercury pro- 
duced either from a pool cathode or from a few drops 
of liquid mercury within the tube. Inert gases and 
mercury vapor sometimes are used together. 

It should be kept in mind that all electronic tubes 
are rectifiers, in the sense that they permit electron 
flow only from cathode to anode, or conventional cur- 
rent flow only from anode to cathode, and never in 
the reverse direction so long as the tube is operating 
normally. 

Rectification 

The simplest circuit for obtaining direct current 
from an alternating-current source is shown by Fig. 
19-3. Current can flow only from anode to cathode in 
the tube, considering the conventional direction of 
flow, so can flow to the d-c circuit only when the 
polarity of the transformer anode winding is such as 
to make the anode positive and the cathode, through 
the filament winding, negative. No current flows when 
the transformer polarities reverse. Consequently, only 
the alternating half-cycles of one polarity cause cur- 
rent flow in the d-c circuit. 

Both parts of each a-c cycle will cause flow of 
current in the circuit of Fig. 19-4. The anodes of the 
two tubes are made alternately positive and negative 
by reversals of polarity in the center-tapped anode 
winding of the transformer. Current through the tube 
whose anode is positive flows through the tube to the 
cathode, through the d-c circuit, and returns to the 
center tap of the transformer. One tube carries cur- 
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rent during one half-cycle of a-c transformer voltage, 
and the other tube carries current during the opposite 
half-cycle. Thus there is current in the d-c circuit 
during both half-cycles of the a-c supply. 


A-C — 
T 
HALF-WAVE 
SINGLE-PHASE. 
Fig. 19-3 


A-C 





FULL-WAVE 
SINGLE-PHASE. 


Fig. 19-4 
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Fig. 19-5 shows a four-tube bridge rectifier of the 
full-wave type. When the upper end of the anode 
winding on the transformer is positive, current flows 
through tube A to the d-c circuit, through that circuit, 
and back through tube B to the lower end of the 
transformer winding. On the following half-cycle of 
a-c supply the lower end of the anode winding is 
positive, current flows through tube C, to and through 
the d-c circuit, and returns through tube D to the 
upper end of the transformer winding. 

Both tubes of Fig. 19-4 may be replaced with a 
single full-wave rectifier tube having two anodes and 
one cathode. In Fig. 19-5 a similar full-wave rectifier 
may replace tubes A and C, and one with two anodes 
and two cathodes may replace tubes B and D. 





FULL-WAVE,SINGLE-PHASE. 
BRIDGE TYPE. 


Fig. 19-5 
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Amplification 
When the positive side of a source is connected to 
the anode of a pliotron, and the negative side to the 
cathode, the current through the tube will depend on 
the source voltage and also on the potential difference 
between control grid and cathode of the pliotron. 





Fig. 19-6 


Relatively large currents will tlow when the grid is 
more positive than the cathode. As the grid potential 
is made less positive, then zero, and then negative 
with reference to the cathode, the anode current will 
decrease and finally will become zero. 

When current from source A of Fig. 19-6 flows 
through resistance Rg the voltage drop in Rg is ap- 
plied between grid and cathode of the tube. Whether 
the grid is made positive or negative with reference 
to the cathode depends on the polarity of A, while the 


. difference between grid and cathode potentials de- 


pends on the current in Rg and its resistance. Re- 
latively small changes of current in Rg may cause 
grid voltage changes so large as to cause large changes 
of current’in the anode circuit supplied by source B 
and containing resistance Rp. Thus we have amplifica- 
tion of current. 

Because of the large changes of current in resistance 
Rp of Fig. 19-6 there will be correspondingly large 
changes of voltage across Rp if its resistance is great. 
The voltage changes across Rp may be much greater 
than those across Rg, and thus we have voltage am- 
plification. Resistance Rp may represent any load in 
which changes of current or voltage are to be pro- 
duced by changes of current or voltage in source A 
connected to the grid circuit. 

Phototube Circuits 

Fig. 19-7 shows a phototube and a source of voltage 
and current connected across a resistor R in the grid 
circuit of an amplifier tube which is shown here as a 
triode. In the forward circuits, A and C, increase of 
radiation on the phototube cathode causes an increase 
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of current in the anode circuit of the amplifier. Ar- 
rows indicate the direction of electron flow in the 
phototube circuit, which is the reverse of the conven- 





FORWARO. REVERSE. 


Directions ef electren flows in phetetube circuits ef the forward and 
reverse types when the phototube is illuminated. 


Fig. 1 9-7 


tional direction of current flow. At A electron flow 
in the phototube circuit makes the amplifier grid more 
positive with reference to its cathode. The same thing 
occurs at C, although grid and cathode connections 
are reversed. 

In the reverse circuits, B and D, increase of radia- 
tion on the phototube cathode causes a decrease or 2 
stoppage of current in the anode circuit of the ampli- 
fier tube. In both of these circuits electron flow in 
the phototube circuit makes the amplifier grid more 
negative with reference to its cathode. The amplifier 
tube may operate a relay or any other electrical ap- 
paratus which is to be controlled by radiation reach- 
ing the phototube cathode., 

Thyratron Operation 

If the control grid of a thyratron is made negative 
with reference to the cathode there will be no current 
flow in the anode circuit until the anode-to-cathode 


potential difference becomes of some high value, with ` 


the anode positive. As the control grid is made less 
negative the break-down or the starting of anode 
current will occur with lower and lower anode volt- 
ages. Once anode current commences to flow, the grid 
has no further control and cannot either lessen or 
stop the flow of anode current. The anode current 
will stop only when the anode-cathode voltage reaches 
zero or thereabouts. Then the grid regains control, 
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and the relation between grid voltage and anode volt- 
age determines the instant at which the next flow 
commences in the anode circuit. 


C 
* 
\ 
^ 


A B 
Ea Ea 
: / 
í PS aE; Bw 
D 





Fig. 19-8 


Diagram A of Fig. 19-8 represents a half-cycle of 
alternating voltage which makes the anode of a thy- 
ratron positive with reference to the cathode. At B 
has been added a half-cycle of a grid biasing voltage 
which makes the control grid negative while the anode 
is positive with reference to the cathode. At C is rep- 
resented a half-cycle of alternating voltage applied 
between grid and cathode. This half-cycle would make 
the grid negative while the anode is positive. The 
combination of grid,bias, Eb, and grid voltage, Eg, 
determines the potential of the grid with reference to 
the cathode of the thyratron while the anode is posi- 
tive. This relation is shown at D. The grid voltage 
produced at the instant represented by the vertical 
line may be assumed as that which causes break-down 
of the tube with the anode potential which exists at 
the same instant of time during the a-c cycle. 





Fig. 19-9 
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Then, even though the anode potential is positive 
during the entire half-cycle, break-down and flow of 
anode current will not occur until the instant during 
the cycle which is represented by the vertical line 
in diagram E. 





Fig. 18-10 


By advancing or retarding the grid voltage in time 
relation to the anode voltage, or by shifting the phase 
of the grid voltage in relation to the anode voltage, 
breakdown may be allowed at various points during 
the half cycles in which the anode is positive. The 
effect is illustrated by Fig. 19-9, where shaded por- 
tions of the upper half-cycles represent the portions 
of each cycle during which anode current is allowed 
to flow. This is controlled rectification. 





Fig. 19-11 
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Fig. 19-10 shows a phase-shift circuit in. whict 
shifting of grid voltage in relation to anode voltage 
is controlled by adjustment of capacitor C. Shift may 
be controlled also by varying resistance Rc. Resist- 
ance Rg is placed in series with the control grid to 
prevent flow of excessive current in the grid circuit. 

Fig. 19-11 shows a separate phase-shifting circuit 
connected to the grid circuit of the thyratron through 
a coupling transformer. 





CONTACTS. 
Fig. 19-12 





Fig. 19-13 
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The principle of a commonly used welding controi 
is shown by Fig. 19-15 where two ignitrons carry 
current for the primary of the welding transformer, 
and are themselves controlled by two thyratrons, T1 
and T2. Breakdown or current flow in ignitrons fol- 
lows the same general principles as in thyratrons, in 
that the ignitor of the ignitron, like the control grid 
of the thyratron, controls the instant at which current 
flow ccmmences, but then loses control. Two ignitrons 
ate used in order that bath half-cycles may be rec- 
tified, 

Fig. 19-12 shows a circuit in which closing of the 
contacts allows anode current to commence flowing 
in the thyratron and to continue flowing on each 
positive half-cycle so long as the contacts are closed. 


WELDING 
TRANSFORMER. 





A-C 
LINE 
SUPPLY. 


ә. 


000 


TIMING TRANSFORMER, 


Fig. 19-14 
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Fig. 19-13 shows a circuit in which anode current 
flows when the contacts are opened, and does not 
flow so long as they remain closed. 

A circuit for impedance control of resistance weld- 
ing is shown by Fig. 19-14. The welding transformer 
primary and the impedance transformer primary are 
in series. When the thyratrons are allowed to carry 
no current there is no current in the connected sec- 
ondary of the impedance transformer, and the im- 
pedance of its primary is thus made so great that 
very little current flows in the welding transformer. 
When a weld is to be made the thyratrons are al- 
lowed’ to break down, current flows in the impedance 
transformer secondary, and its primary impedance be- 
comes so low that a large current flows in the weld- 
ing transformer. 


WELOING 
TRANSFORMER. 


A-C 
LINE 
SUPPLY. 


OX 


JOU JOU 


(90%) 


TIMING TRANSFORMER. 





Fig. 1 9-15 
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A 


Additive polarity, trans- 
former, 198 
Air, heating of, 317 
Alarms, connections for, 
118-20 
Alternating current, 7 
average values, 10 
circuits, laws of, 12 
power measurements, 17] 
effective values, 8 
motors, controls for, 296-807 
troubles, 249-52 
Ammeter shunts, 170 
Ampere-turns, .142 
Amplifiers, electronic, 342 
Annunciator connections, 
119-20 
Armored cable, rules for, 96 
Auto-transformers, 188, 187 
installation and location, 205 
leads, for, 203 
Auto-starters, motor, 299 


Batteries, 273-81 
dry cell, 280-81 
storage, 274-80 
cadmium test for, 277 
charging methods, 278-80 
discharge test, 276 
testing of, 275-78 
voltage test, 275 
Bells, connections for, 118-20 
Brake, prony, power measure- 
ment with, 162, 225 
Braking, dynamic, 292 
Branch circuits, 115-24 
motor, 139, 223 
types of, 122-24 
Breakers, circuit, 131-37, 
218-21 
Bridge rectifier, 341 
Bridges, Wheatstone, 166, 180 
Btu, definition, 313 
Busways, rules for, 96 


С 


Cables, armored, rules for, 96 
assemblies, 96 
non-metallic sheathed, 98 
service entrance, 99 
Cadmium test, storage battery, 
277 


Candlepower, 319 
Capacitance, 153 
capacitor, 156 
distributed, definition, 153 
Parallel, 155 


Capacitive reactance, 155 


Capacitors, 154 
capacitance of, 156 
electrolytic, 154 
testing of, 158 
motors, 208, 210 
connections of, 240-42 
testing of, 157 
Capacity, see Capacitance 
current-carrying, wire, 48-51 
Cartridge fuses, 131 
Cell, battery, see Batteries 
Cellular metal floor raceway, 


94 
Centigrade temperatures, 
19-20 
Charges, electric, 153 
Charging, storage battery, 
278-80 
Circuit, branch, 115-24 
motor, 139, 223 
types of, 122.24 
breakers, location of, 182-87 
motor, 218-21 
types and uses, 181 
diagrams, 35 
laws of, 6 
magnetic, 142 
parallel, 3, 15, 17 
series, 2, 13 
Circular mil-foot resistances, 
55, 56, 67 
Code, color, resistors, 73-76 
motor, letters for, 222 
Color coding, resistor, 73-76 
Compensator starters, motor, 
299 
Compound wound motors, 
208, 212 
Condenser, see Capacitor 
Conductors (see also Wires) 
current-carrying capacity, 
48-51, 58 
diameter and area, 52, 53 
dimensions of, 85 
length for voltage drop, 58 
melting temperatures, 55 
motion in magnetic field, 151 
number in conduit, 86-90 
resis specific, 5, 55, 67, 


sizes of, 52, 53, 57, 85 
for voltage drop, 57 
small, equivalent to large, 51 
specific resistances, 5, 55, 
67, 80 
types and uses, 44-47 
voltage drop calculation, 57 
weight of, 55 
Conduit (see also Raceways) 
dimensions of, 86 
flexible, rules for, 91 
number of conductors in, 
86-90 
rigid, rules for, 84, 85 
Connectors, wire, 110-12 
Constant potential battery 
charging, 279 
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верны dielectric, table of, 
4 


Contactors, magnetic, 286 
Control, current, 64 
motor, a-c, 296-307 
d-c, 286-94 
resistors, classification of, 
308 


Controllers, definitions of, 284 
drum, d-c motor, 293 
wound rotor motor, 305 
grounding of, 310 
magnetic, a-c, 296-307 
d-c, 291 
motor, rules for, 309 
Converters, 266-69 
connections for, 268-269 
synchronous, 266, 268, 269 
Conversion tables, 18-20, 164, 
314 


Copper-oxide rectiflers, 270-71 

Copper wire tables, 41-44 

Cords, flexible, 59-61 

Current 
carrying capacities, 48-51, 58 
eddy, definition, 143 
induced, direction of, 151 
resistance change due to, 68 
single-phase a-c, 10 
three-phase a-c, measure- 

ments, 172 


D 


Demand factors, lighting, 333 
Diagrams, wiring, 21-39 
Dielectric constants, table 
of, 154 
strengths, 77, 79 
Direct-current motors, connec- 
tions, 247-48 
controls for, 286-94 
troubles, 252-55 
welding generator from, 
255 
Disconnecting means, motor, 
222. 


Dissipation, watts, in resistors, 


6 
Divider, voltage, 69-73 
Drop cords, 59-61 
Drop, voltage, calculation 
of, 57, 58 
Drum core leas d-c motor, 
9 


a-c motors, 305 
Dry cells, 273, 280-81 
Duty cycles, 69, 284 
resistors for, 308 
Dynamic braking, 292 
Dynamotor, definition, 266 


E 


Eddy currents, definition, 143 

Effective values, a-c, 8 

Efficiencies, small motor, 226 

Electrical metallic tubing, rules 
for, 90 

Electrolytes, storage battery, 
274-75 


Electrolytic capacitors, 154 
testing of, 158 

Electromagnetic induction, 147 

кы и force, definition, 


Electronic tubes, types of, 
335- 


Electronics, industrial, 335-48 

Electrons, definition,, 1 

Elevators, power for, 163 

Energy, definition, 159 
conversion units for, 164 

Equivalents, table of, 18-19 
power and energy, 164 
power and heat, 314 
temperature, 19, 20 

Extensions, underplaster, rules 

for, 92 


F 


Factors, demand, lighting, 333 
Fahrenheit temperatures, 19-20 
Fans, power for, 163 
Farm light generators, 265 
Feeders, lighting, loads for, 332 
Field, electric, definition, 153 
Flexible cords, 59-61 
metal conduit, rules for, 91 
Fluorescent lamps, 324, 325 
Flux, luminous, 319 
magnetic, 142, 145 
direction of, 143 
Foot-candles, 320 
requirements in, 321 
Four-way switches, 285 
connections for, 114 
Frequency, generator, 261 
motor, altering of, 229 
resonant, 12 
Full-load currents, motor, 
213-15 
Full-wave rectifiers, 270-71, 339 
Fuses, location of, 132-37 
motor, 218-21 
types and uses, 131 


G 


Generators, 261-66 
farm light, 265 
frequency of, 261 
speed, 261 
terminal markings, 262-65 
three-wire, 264, 265 
troubles with, 261-62 
welding, from d-c motor, 255 
Glow tube, 337 
Grid-glow tube, 339 
Grid-pool tube, 339 
Grounding, controller, motor, ' 
310 


motor, 217 

rules for, 125 
transformer, 205 
wiring, tests of, 127 


H 


Half-wave rectifiers, 270-71, 
339 


Пара с definition, 


Heat, 313 
specific, table, 315 
Heating, air, 317 
electric, 318-18 
power for, 818 
process, 318 
space, 317 
water, 315 
High-rate discharge test, 
battery, 276 
High-voltage power, measure- 
ment of, 171 
test, wiring, 126 
Hoists, power for, 168 
ри. motor, altering of, 


test of, 225 
Hot-wire meter, definition, 165 
Hysteresis, definition, 148 


I 


Ignitron tubes, 337 
Iilumination, 319-84 (see alse 
Lighting) 
calculations, 321-25 
coefficients, utilization, 323 
demand factors, 883 
installation rules, 8881 
requirements, 321 
Impedance, 11, 149 
formulas, 15-17 
triangle, 149 
“Incandescent lamp ratings, 324 
Indoor wiring symbols, 28, 
101-102 : 
Inductances, 148 
parallel, 150 
series, 150 
Induction, electromagnetic, 147 
motors, see under Motors 
oe characteristics of, 
9 
Inductive reactance, 148 
Industrial electronics, 385-48 
Insulated conductors, types and 
uses 44-47 
Insulation, 77 
dielectric strengths of, 79 
resistance, test of, 80, 127 
— characteristics of, 
7 


materials for, 77 
resistivities of, 80 
specific resistances of, 86 
Internal wiring — 
reading, 
Inverted converter definition, 


J 


Joule, definition, 159 


K 


Kenotron tubes, 835 


` 
t 
1 


na неч metn testing 
Kirchoff's laws, 7 


L 


Lamps, fluorescent, operation 
of, 825 
ratings of, 824 
illamination ‘from, $22 
incandescent, ratings of, 324 
installation of, 331 
mercury vapor, 329 
sodium vapor, 3830 
Law, Kirchoff's, 7 
Ohm’s, 6, 12, 152 
Left-hand rule, motor, 151 
Lighting, 319-34 (see also 
Illumination) 
calculations for, 321-25 
demand factors for, 338 
feeders, loads for, 332 
fluorescent, 325 
installation rules, 831 
mercury vapor lamp, 329 
. requirements for, 321 . 
sodium vapor lamp, 8380 
switching connections for, 
Line of force, magnetic, 142 
starters, 297 
Loads, feeder, lighting, 332 
ces — definitions 
ої, 
Locked rotor torques, 226, 227 
Lumens, 319 
Luminous flux, 819 


M 


Magnet wire, tables, 144-46 
turns per inch, 54 
Magnets, permanent, 141 
Magnetic circuits, 142 
controllers, a-c, 296-307 
d-c, 291 
contactors, 286 
flux, direction of, 143 
units, 142 
Magnetizing force, 145 
Magnetomotive force, 148 
Maximum a-c values, 8 
Measurement methods, 165-82 
Measurements, conversion of, 
18-20, 164, 314 
Melting оше игта; metals, 


Mercury arc rectiflers, 271 
vapor lamps, 829 

Metal conduit, flexible, rules 

for, 91 
rigid, rules for, 85 
floor raceway, cellular, 94 
melting temperatures, 55 
weights, 

Meters, electric, 165-82 
connections of, 166 
kilowatt-hour, testing of, 178 
moving coil, 165 
sensitivity of, 166 
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Meters—— (Cont.) 
types of, 165 
watt-hour, diagrams of, 86 
Mil-foot resistivities, 55-57 
Motor-generator, 266 
speed control by, 294 
Motors, 207-59 
altering to generator, 255 
alternating-current 
capacitor type, connec- 
tions, 240-42 
controls for, 296-307 
-frequency, altering, 229 
induction, altering charac- 
teristics, 229 
speed test for, 227 
power factors of, 226 
repulsion, connections for, 
238-39 
repulsion-induction, 239 
series wound, 236-37 
single-phase, characteris- 
tics, 226 
connections for, 235-42 
troubles with, 249-52 
slip ring, 209-11 
controls for, 302 
split-phase, connections 
for, 235 
three-phase, connections 
for, 243-45 
wound rotor, 209-11 
controls for, 302 
branch circuits, 223 
protection, 139 
code letters for, 222 
controllers, grounding of, 310 
direct-current 
compound wound, 208, 212 
controls for, 286-94 
connections of, 247-48 
series wound, 247 
shunt wound, 246 
welding generator from, 
255 
disconnecting means for, 
222-25 
efficiency of, 226 
full-load currents for, 
213-15 
grounding of, 217 
horsepower test of, 225 
installation rules for, 309 
multi-speed, connections, 
244-45 
rotation, reversing of, 212 
running protection, 136-38, 
218-21 
selection of, 309 
speed of, 226 
control, motor-generator, 
294 
terminal markings for, 
233-48 
torque, altering of, 229 
starting, 226 
troubles with, 249-55 
types of, 208-209 
universal, characteristics, 226 
connections for, 236 
wiring for, 214, 218-21 
wound rotor, 209-11, 302 


Moving coil meters, 165 
Multipliers, voltmeter, 167 


N 


NEMA resistor classes, 308 

Non-metallic sheathed cable, 98 
surface extensions, 99 
waterproof wiring, 100 


0 
Ohm, 5, 63 
Ohm's law, 6, 12, 152 
Open bottom raceway, rules 
for, 93 
Overcurrent devices, location 
of, 132-37 
protection, 130-39 
motor, 216-17 
transformer, 205 
Overload devices, 130 
protection, 130-39 


P 


Parallel capacitances, 155 
circuits, 8, 15, 17 
inductances, 150 

Permanent magnets, 141 

Permeability, 142, 145 

Phanotron tubes, 335 

Phase relations, voltage-cur- 

rent, 11 
shift control, thyratron, 344 

Phototubes, 337 
circuits for, 342 

Pliotron tubes, 337 

Plug fuses, 131 

Polarity, transformer, 193, 202 

markings, 190 
testing, 192 
wiring, test of, 126 
Polyphase currents, 10 
motors, 209 

Pool tubes, 339 

Potential drop, 57, 58 

Potentiometers, 63, 69 

Power, 159-6 
a-c circuit, meagurement, 171 
conversion units, 164 
factors, small motor, 226 
formulas for, 159-62 
heating, 313 
high-voltage, measurement, 

of, 171 
Prony brake measurement of, 
162, 225 
shafting, 162 
transformer, 185 
Process heating, 318 
Prony brake power measure- 
ment, 162, 225 Н 
Pumps, power for, 163 


R 


Raceways, cellular metal fioor, 
94 


conductors in, 88 


Raceways— (Cont.) 
open-bottom, rules for, 93 
rules for, 83 
surface metal, rules for, 92 
underfloor, rules for, 92 

Range, electric, diagrams of, 37 

Ratings, resistor wattage, 68 

Reactances, 11, 148-49 
capacitive, 155 
formulas for, 13-14 
inductive. 148 

Receptacles, circuits and types, 

121-22 

Rectifiers, 270-71 
bridge, 341 
electronic, 339 
meters with, 165 

Regulation, transformer, 187 

Relays, connections for, 119-20 
diagrams of, 33 

Reluctance and reluctivity, 147 

Repulsion-induction motors, 

209-10 
connections for, 239 
motors, conne tions for, 

238-39 
-start induction motors, 
def., 209 

Resistance starters, motor, 300 

welding, electronic control, 
347 

Resistances, 4, 63 (see also 

Resistors) 

box for, 64 

change due to current, 68 

circular mil-foot, 55, 56, 67 

insulation, test of, 80, 127 

parallel circuit, 3 

resistor materials, calcula- 
tions, 66 

specific, tables, 5, 55, 67, 80 

temperature change calcula- 
tions, 56 

coefficients of, 55, 67 

voltmeter measurement of, 69 

Resistors, color coding of, 73-76 
control, classification of, 308 
materials for, resistance of, 

66, 67 
resistance calculations for, 66 
specific resistances of, 67 
temperature coefficients of, 
55, 67 
troubles, with, 73 
watts dissipation of, 68 

Reversing, motor rotation, 212 
switches, motor, 291, 306 

Rheostats, 65 
motor control, 286-94 
ratings of, 69 

Right-hand rule, generator, 151 

R-M-S, definition, 9 

Rotary converters, 266 

Running protection, motor, 

136-38, 218-21 


S 


Schematic diagrams, 35 
Self-induction and inductance, 
148 


Sensitivity, meter, 166 
Series capacitances, 155 
circuits, 2, 13 
inductances, 150 
-paraliel circuits, 4 
wound motors, 208, 212 
connections for, 236-37, 241 
Service entrance cable, 99 
Shaded pole motors, 208, 210 
Shatting, power transmitted 
by, 162 
Sheathed cable, non-metallic, 98 
Short circuit test, wiring, 127 
Shunt wound motors, 208, 212 
connections for, 246 
Shunts, ammeter, 170 
Signals, connections for, 118-20 
symbols for, 117 
Sine wave, definition, 8 
Single-phase motors, соппес- 
tions, 235-42 
troubies with, 249-52 
power measurements, 171 
transformers, 193-99 
Slip ring motors, see Motors, 
wound rotor 
Sodium vapor lamps, 330 
Soiderless connectors, 110 
Space heating, 317 
Sparking voltages, 79 
Specific heats, table of, 315 
resistances, tables, 5, 
55, 67, 80 
Speed controls, motor, a-e, 
296-307 
motor, d-c, 286-94 
motor-generator 10r, 294 
generator, 261 
induction motor, test of, 227 
motor, altering, 229 
small sizes, 226 
variator, 295 
Splicing, wire, 105-10 
Split-phase motors, 208, 209 
connections for, 235 
Squirrel cage motors, 209, 211 
(see also under Motors) 
Star-delta starting, 307 
Starters, motor, a-c, 296-307 
auto-, 299 
d-c, 286-94 
line, 297 
resistance, 300 
star-delta, 307 
Storage batteries, 274-80 
charging of, 278-80 
testing of, 275-78 
Subtrgctive polarity, trans- 
former, 198 
Surface extensions, non- 
metallic, 99 
metal raceway, rules for, 92 
Switches, 25, 283 
drum, 293 
four-way, 114, 285 
lighting, connections for, 
113-15 
reversing, motor, 291, 306 
three-way, 114-285 + 
Synchronous converters, 266, 
268-69 





Synchronous— (Cont.) 


motors, 209, 211 
speed, motor, 209 
Symbols, electrical, 21-30 
electronic tube, 336, 338 
signal and alarm, 117 
wiring, building, 28, 101, 102 
industrial, 103, 104 


T 


Temperature, 315 
coefficients of resistivity, 
55, 56, 67 
conversions, 19, 20 
Terminal markings, converter, 
268-69 
generator, 262-65 
motor, 233-48 
transformer, 193-202 
Thermal devices, 130, 131. 
Three-phase motors, connet- 
tions, 243-45 
power measurements, 172-77 
transformers, 188, 194-202 
Three-way switches, 285 
connections for, 114 
Three-way generators, 264-65 
Thyratron tubes, 337 
- operation of, 343 
Torques, locked rotor, 227 
motor, altering, 229 
starting, small motor, 226 
Transformers, 183-92 
connections, single-phase, 
193-99 
three-phase, 194-202 
formulas for, 187 
installation rules, 203 
instrument, 171 
locations, ruleg for, 203 
polarity markings for, 190, 
à 193-202 
testing of, 192 
power output of, 185 
principles of, 183 
regulation of, 187 
three-phase, 188 
Troubles, generator, 261-62 
motor, 249-55 
resistor, 73 
wiring, tests for, 128 
Tubes, electronic, 335-39 
Tubing, dimensions of, 86 
electrical metallic, 90 


U 


Underfloor raceways, rules 
for, 92 
Underplaster extensions, rules 
for, 92 F 
Undervoltage units, 284 
Universal motors, 208, 210 
connections for, 236 


у 


Variator, speed, 295 
Vibrating rectifiers, 271 
Voltage, breakdown of 
insulators, 79 
divider, 64, 69-73 
drop calculations, 57-58 
sparking, 79 
Sie poses measurement, 
17 


to ground, 126 
Voltmeter, insulation test 
with, 81 
multipliers for, 167 
resistance Measurement 
with, 69 


W 


Water heating, 315 
Waterfall, power of, 164 
Waterproof wiring, non- 
metallic, 100 
Watt-hour meter diagrams, 86 
Wattmeters, connections 
for, 171-78 
Watts dissipation, resistor, 68 
Weights, metals, 55 
Welding, electronic control 
for, 347 
generator, from d-c motor, 
255 


Wheatstone bridges, 166, 180 
Windings, transformer, 183 
Wires (see also Conductors) 
connectors for, 110-12 
current-carrying capacities, 
48-51, 58 
diameters and areas of, 52-53 
dimensions of, 85 
large, equivalent to small, 51 
length, for voltage drop, 58 
magnet, tables for, 144-46 
turns per inch, 54 
number in conduit, 86-90 
size of, 52-53, 57 
small, equivalent to large, 51 
splicing of, 105-10 
tables, copper, 41-44 
types and uses of, 44-47 
Wireways, rules for, 95 
Wiring diagrams, reading, 
21-39 
motor, 214 
rules for, 83 
symbols for, 21-30 
interior, 101-102 
industrial, 103-104 
test of, high-voltage, 126 
trouble, test for, 128 
Work, definition, 159 
Wound rotor motors, 209, 211 
controls for, 302 


X 


X-ray tubes, 389 


